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REPORT '"-i«°C!r-o 

ON AN 

Auxiliary Water Supply System 

FOR FIRE PROTECTION 

FOR - : ' , 

SAN FRANCISCO. CAUFORNlA. •: 

BOARD OP PUBLIC WORKS, BUREAU OF 
ENGINEERING. 

San Francisco, Cal., March 16, 1908. 

TO the Honorable the Board of Public Works, 

Of the City and County of San Francisco — 

Gentlemen: I have the honor to transmit herewith the 
report of Assistant Engineer H. D. H. Connick and Consulting 
Engineer T. W. Ransom on a Municipal Fire Protection Sys- 
tem. This work has been done by authority of Ordinance 
No. 353 (New Series) Jan. 29th, 1908. The greater portion 
was done under the general direction of my predecessor, Mr. 
T. P. Woodward. I have, however, gone carefully over the 
work of ^lessrs. Connick and Ransom and it affords me 
pleasure to commend the skill and thoroughness which they 
have brought to bear upon the problem. No detail, experi- 
ence, nor principle developed elsewhere has been overlooked, 
as will be made manifest by a study of their report. This 
study embraces a wide range of the literature of fire loss and 
earthquake damage, the means taken to prevent them and the 
practical application of these means to the requirements de- 
veloped by the disaster of April 18-21, 1906. 

There is also transmitted through Mr. William J. Dutton, 
Chairman Committee on Fire Department and Water Supply 
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of the Executive Committee of the Board of Fire Under- 
writers of the Pacific, the report of 

Mr. W. C Rdbiiison, Chief Engineer, 

Underwriters Laboratories, Incorporated. 

This report reviews from the highest technical standpoint 
the features and details of the Fire Protection System herein 
submitted. It is gratifying that from so high an authority 
the following commendation is made : "As I stated at the be- 
S^inni.Qs of tHis report, I now reiterate at its conclusion, my 
opIfiUon tHat tlie proposition for an auxiliary water system 
.for fiiae protection in San Francisco as covered by tlie ensi- 
oeers' report, is the one best suited to the present needs 
of the City ; one which will prove of lasting: benefit to the 
community, and if efficiently operated, show Itself to be a 
wise Investment in the curtailment of loss by fire and in 
the substantial recosmition such curtailment must receive 
from the Fire Insurance Companies doins^ business in San 
Francisco.*' 

In reference to the minor suggestions offered by Mr. 
Robinson ; the location of hydrants proposed by ]\[essrs. Con- 
nick and Ransom is intended as tentative only, the sugges- 
tions regarding the pumping stations will receive careful con- 
sideration in the preparation of the final plans, additional 
hydrants and other connections may be installed at any time 
after the completion of the system should it prove necessar>\ 

The great problems of fire protection in this city are 
severely conditioned in certain restricted areas with the risk 
of possible damage to the water mains by earthquake. These 
areas have been defined, and, provided with their own dis- 
tributing system which will guard the rest of the pipe system 
against loss of water and pressure in the event of ruptures in 
the fiUed-in areas. There are also provided in these areas a 
limited supply in underground cisterns, and furthermore, they 
can partly be reached effectively by lines of hose from fire 
boats or from the adjacent solid ground. 

As will be indicated later it is recommended to still farther 
reduce fire, conflagration and earthquake hazards in these 
areas by preventive measures of the highest efficiency, and, to 
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extend these measures far more extensively than at present to 
all parts of the City. 

CONDITIONS WHICH MAKE IT NECESSARY TO INSTALL A FIRE 
PROTECTION SYSTEM IN THIS CITY. 

The inadequacy of the present water supply, the small 
size of the distributing mains, which were not designed for 
the high pressure now required, the combustible nature of our 
buildings, the topographical and climatic conditions and the 
liability to earthquakes make an extensive fire protection 
system necessary in this City. 

Since our great losses on April 18-21, 1906, the price of 
insurance has been raised to such a figure that it is a severe 
handicap to all business and imposes upon this community a 
burden of over $4,000,000.00 annually. The necessity of re- 
ducing this makes it imperative that both protective and pre- 
ventive measures of the highest efficiency be provided; for 
only by the use of such measures can the great losses of the 
disaster of April 18-21, 1906, be made of practical and profit- 
able use. As the protective system will benefit both the insurer 
and the insured, the cost should be borne by both. As the 
interest on the necessary bond issue and sinking fund must be 
provided by a general tax upon the homes, properties and 
industries of the City, the owners should be guaranteed a 
very substantial reduction of the price of insurance upon the 
installation of the system herein proposed. The cost will then 
be more equitably distributed and within a few years will be 
returned to each through reduction of the destruction by fire. 

After a study of the various possible and proposed methods 
of fire protection, Messrs. Connick and Ransom determined 
that the most efficient system is to lay cast-iron mains buried 
about five feet below the surface of the streets under sufficient 
pressure to render the use of portable steam pumping engines 
or fire engines unnecessary. Such a system will be al- 
ways ready for instant use, in fact, in many cases, 
it may be used even before the arrival of the fire 
department. By dispensing with the use of heavy 
fire engines, the department will be able to reach a fire and 
apply water to it more quickly than at present. All the water 
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that the department can use will be available in all parts of 
the protected districts. With the precautions which are pro- 
vided against damage by earthquake, this system may be relied 
upon to offer a greater resistance to destruction than the 
majority of the buildings which it is designed to protect. 

On account of the rapid deterioration of pipes exposed to 
salt water and the damage to stocks of goods which the use 
of salt water at a small fire would entail, it has been decided 
to use fresh water under ordinary conditions and salt water 
<mly in the event of exceptionally large fires. 

CAPACITY OF THE SYSTEM. 

After consideration of the quantities of water that have 
been used in great fires in this country and England, it has 
been decided to adopt the recommendation of the Committee 
of Twenty of the National Board of Fire Underwriters, which 
requires that the system be designed so that fifteen thousand 
gallons of water per minute may be concentrated on any area 
in the congested value district of one hundred thousand square 
feet. The size of mains and location of hydrants have conse- 
quently been determined on this basis. This delivery of water 
is sufficient to cover one of the blocks in the fifty vara survey 
more than one foot in depth in one hour; or, the block 
bounded by Kearny, Post, Grant Avenue and Sutter Street 
can be covered 25 feet in depth in a day. As more than one 
fire may occur at once, or as a part of the system may be out 
of service, it has been considered advisable to provide for the 
deliver^' into the distributing system of more than twice the 
above quantity, or 48.000 gallons for thirteen hours, and 28,000 
gallons for sixty-four hours thereafter. This is equivalent to 
52,000,000 gallons in the first twenty-f our hours and 40,000,000 
gallons per day thereafter, or more than is available from 
the works of the Spring Valley Water Company for all pur- 
poses. Working pressures up to two hundred and thirty 
pounds per square inch will be necessary at the hydrants in 
order that this water can be used to the best advantage and in 
order to provide for the loss of pressure through friction in 
the pipes of the distribution system, provision is made for 
static pressures up to three hundred and twenty-seven pounds. 
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The system which is proposed may be described as fol- 
lows: 

TWIN PEAKS RESERVOIRS. 

Two storage reservoirs, having a combined capacity of ten 
million gallons will be located on Twin Peaks in the vicinity 
of the intersection of Twentieth street with the southerly 
extension of Cole street, at an elevation of seven hundred and 
fifty-five feet. They are to be constructed by making rock 
excavations and lining the sides and bottoms with concrete. 
Two lines of twenty-inch pipe ,will connect these reservoirs 
with the distributing system and with the upper distribuHng 
reservoir. 

PROTECTED AREA. 

The protected area is shown on Sheet No. 1 and lies on the 
easterly water shed of the peninsula between Potrero hills 
and the Golden Gate. It includes the entire present fire limits 
and nearly all of the district in which shingle roofs are prohib- 
ited. In extent it covers 5300 acres, about 8.2 square miles 
or nearly double ^Uhe burned area.'^ 

DIVISION OF PROTECTED AREA INTO TWO ZONES. 

Since the pressure from these storage rt-servoirs will be 
greater than is necessary, except for the very largest fires, 
and since maintaining this pressure constantly on the mains 
will involve considerable expense and some danger, the pro- 
tected area has been divided into two zones. 

The lower zone will include those portions of the protected 
area less than one hundred and fifty feet in elevation and is 
6 square miles in area. It will be supplied from a concrete 
reservoir having a capacity of one million gallons which is to 
be constructed under the roadway of Jones street between 
Sacramento and Clay streets and having an elevation of about 
329 feet. The roof of this reservoir will be the roadway of 
the street and will rest upon concrete and steel beams. 

As this zone includes the congested value district and the 
greater portion of the manufacturing and mercantile indus- 
tries, it is to be girded by 14 and 18-ineh mains and gridironed 
at frequent intervals in both directions with 12 and 14-inch 
mains. 
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The upper zone will include all those portions of the pro- 
tected area, the elevation of which is more than one hundred 
and fifty feet and is 2% square miles in area. It will be 
supplied from a reservoir of five hundred thousand gallons 
capacity situated in the vicinity of Seventeenth and Ashbury 
streets at an elevation of about four hundred and ninety feet. 

These zones and the relation of the reservoirs and pipe 
systems are shown on Sheet No. 1. 

Each of these zones is to be supplied with water under 
pressure up to one hundred- and fifty pounds from its own 
distributing reservoir located at considerably less elevation 
than the main storage reservoir, as mentioned above. When 
necessary the mains of the upper zone may be connected with 
the Twin Peaks reservoirs and the pressure raised to two hun- 
dred and eighty-four pounds or less, depending upon the ele- 
vation. 

The mains of the lower zone may be connected with the 
reservoir of the upper zone or with the Twin Peaks reservoirs 
whenever pressures higher than ordinary are required. Both 
zones are thus commanded by ordinarj"^ pressures for general 
use and high pressures for emergencies. In addition, salt 
water stations and fire boats are designed to pump either 
against the lower ordinary pressures or against the highest 
pressures of emergency conditions. 

FRESH WATER PUMPING STATIONS. 

The above named reservoirs will be filled with fresh water 
which will be pumped into them through the pipes of the dis- 
tributing system from two stations situated near Seventh and 
Harrison streets and near Sixteenth and Shotwell streets 
respectively. The capacity of each station will be 1050 gallons 
per minute or one and one half million gallons per day. A 
number of wells will be sunk in the streets in the vicinity of 
each station and water pumped from them to a concrete cis- 
tern under the station by means of air lift pumps. Centri- 
fugal pumps will draw the water from these cisterns and 
deliver it into the distributing system under sufficient pressure 
to force it through the pipes to the desired reservoir. As 
these stations are intended onlv to fill the reservoirs and to 
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supply evaporation and leakage, a few hours interruption in 
their running will have no material effect on the efficiency of 
the system. They will, therefore, be operated by electric 
motors using current from the power wires of the local electric 
companies. 

The quantity of water stored 4n the above reservoirs is 
about twice the amount that was used in controlling the Bald- 
win Hotel fire, which was one of the largest in the history of 
this City; it is, therefore, evident that it will be sufficient to 
control all but the very largest fires or a general conflagration. 

SALT WATER EMERGENCY SUPPLY. 

To guard against these emergencies, two salt water pump- 
ing stations are to be provided on the water front and two 
large fire boats which can be used independently or be con- 
nected with the pipe system. One of the pumping stations 
will be situated in the vicinity of Second and Townsend 
streets, the other will be located near the northerly termina- 
tion of Van Ness avenue or Polk street. Each station is 
designed for an ultimate capacity of sixteen thousand gallons 
per minute and pumping machinery having a capacity of ten 
thousand gallons per minute will be installed at once. 

The pumps will be of the turbine type capable of deliver- 
ing water at pressures up to three hundred pounds per square 
inch. Consideration of the various types of motive power 
available shows the steam engine to be the most desirable 
in economy and reliability; this type has accordingly been 
selected. Water tube boilers will be used ; they will be fitted 
to bum fuel oil in the furnaces. 

Storage tanks for a sufficient quantity of oil to run each 
plant for forty-eight hours at its full ultimate capacity of 
sixteen thousand gallons per minute are to be provided. No 
effort nor expense is to be spared in the design and construc- 
tion of these plants to make them earthquake proof and secure 
from other accidents. The total horse-power developed in 
each station when pumping ten thousand gallons per minute 
against three hundred pounds pressure will be about three 
thousand or six thousand for the two stations, which is more 
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than twice the power of all of the steam fire engines, including 
reserve engines at present in the City. 

FIRE BOATS. 

To protect property on the water front and to reinforce 
the system, if necessary, two large fire boats are to be pro- 
vided. They will be aboUt 135 feet long, 26 feet beam and 
lSy2 feet deep. They will draw about 11 feet of water and 
the displacement of each will be about 520 tons. Each boat 
will be constructed of steel throughout and will be equipped 
with propelling machinery capable of driving it at a speed of 
about thirteen miles per hour, and with pumps capable of 
discharging 8,000 gallons per minute against the ordinary 
pressure of 150 pounds per square inch, or 4,000 gallons per 
minute against the emergency pressure of 300 pounds per 
square inch. They will be provided with every appliance to 
make them of the highest efficiency either independently or 
to reinforce the salt water emergency pumping stations. 
Twenty-three stations at which they may be connected to the 
distributing system will be provided on the water front. The 
concentration of the energies of both emergency salt water 
pumping stations and the two fire boats will enable the Fire 
Department to cope with a general conflagration, even in the 
remote and almost impossible contingency of the crippling of 
the mains from the reservoirs. 

THE PIPE SYSTEM. 

The capacity of the pipe system has been previously men- 
tioned. The pipes and connections are to be of sufficient 
strength to stand the full pressure of the storage reservoir or 
327 pounds per square inch, and are to be tested to double 
this pressure. The aggregate length is 91^ miles. Maximum 
size of mains 20 inches and minimum size 12 inches in diam- 
eter with 8-inch hydrant connections. 

Whenever it shall be found necessary to extend the sys- 
tem, the machinery and mains now proposed are of sufficient 
capacity to permit such extensions without changing any part 
of the system. It will only be necessary to acquire the sites, 
provide the storage reservoirs and install the required cast- 
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iron mains and hydrants for districts beyond the present 
boundaries of the protected area. 

Cut-oflf gate valves are provided at sufficient intervals 
to prevent loss of pressure in the system in case of breaks 
in the mains through the artificially filled areas, and to cut 
out any block for repairs or connections without shutting off 
water from adjacent blocks. 

The pipe, gate and hydrant systems are shown on Sheet 
No. 1, together with their connections with the main and dis- 
tributing reservoir, the emergency salt water pumping sta- 
tions and fire boat connections. Hydrants in the congested 
value district of the lower zone are so distributed that with 
maximum hose lengths of 400 feet 15,000 gallons per minute 
can be concentrated on any area of 100,000 square feet; in 
other parts of the protected area from one-half to three- 
fourths this volume of water can be concentrated on a block. 

FIRE CISTERNS. 

As an additional precaution existing fire cisterns are being 
cleaned out, repaired and filled and provision is made for one 
hundred additional ones of reinforced concrete, each having a 
capacity of 75,000 gallons. Sixty of these are shown on 
Sheet No. 3 and forty more are to be located as indicated by 
the Chief Engineer of the Fire Department. 

TELEPHONE CONTROL AND OPERATION. 

For the direction and control of the entire system 395 
special telephones are provided. These are to be upon 66 
independent under-ground circuits connecting with the switch- 
boards at the pumping stations. In addition there will be 
connections between each of these central stations with the 
nearest office of the local telephone companies and with the 
Police and Fire System. 

Two lines will run to each gatehouse and also to the sta- 
tions of the fire boats. 
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ESTIMATED COST. 
The estimated cost of this system is as follows : 
Two storage reservoirs on top of Twin Peaks, 

capacity 10,000,000 gallons $ 126,000 00 

Distributing reservoir of Upper Zone, near 17th 

and Ashbury streets, capacity 500,000 gallons 17,000 00 
Distributing reservoir of Lower Zone in Jones 
street, between Sacramento and Clay streets, 

capacity 1,000,000 gallons 55,000 00 

Distributing system consisting of 483,558 lineal 
feet of cast-iron pipe with necessary specials, 
gate valves, gate boxes, hydrants, air valves, 
relief valves, blow-off valves and fire boat 

connections 2,900,000 00 

One hundred 75,000.gallon cisterns 600,000 00 

Two fresh water pumping stations 117,000 00 

Two salt water pumping stations 650,000 00 

Two fire boats 300.000 00 

Quarters for men on wharf 10.000 00 

Telephone system 125.000 00 

Real estate for distributing reservoirs and pump- 
ing stations 100,000 00 

Engineering, preparation of plans, specifications, 
testing materials and inspection of construc- 
tion 200,000 00 

Total $5,200,000 00 

When this system shall have been installed, San Francisco 
will have the most powerful and efficient engine of fire pro- 
tection ever constructed. The area protected is greater by 
2300 acres than that of Greater New York and the volume of 
water available will exceed that available either in New York 
or Brooklyn. 

The means to be provided for the application of water to 
the seat of a fire will be the most modem and efficient known 
to fire protection engineers. The safeguards with which the 
system is to be surrounded to protect it or any considerable 



FOR SAN FRANCISCO. CALIFORNIA 15 

portion of it from damage by earthquake or accident are more 
extensive than have hitherto been considered necessary. 

Statistics show the annual fire loss in the United States 
to be between 7 and 8 times as great as that in European 
countries. For every dollar's worth of gold and silver pro- 
duced in all the mines of the United States and Alaska dur- 
ing the last thirty-seven years, property to the value of one 
dollar and fifty-two cents has been destroyed by fire during 
the same period. This appalling loss is accounted for by the 
combustible nature of our buildings and the carelessness of 
our citizens. 

San Francisco is more exposed to fire loss than other large 
American cities for the following reasons: A larger propor- 
tion of our buildings are constructed of wood. The topogra- 
phy ^s such that a large number of streets are too steep to 
admit the rapid movement of heavy fire apparatus. During 
the summer months practically no rain falls and the sides and 
roofs of our buildings become very dry, at the same time 
winds having average velocities of from 14.1 miles per hour 
in April to 22 miles per hour in July prevail during the after- 
noon hours and greatly increase the danger of a fire escaping 
from the control of the fire department. The fire department 
depends for water for fire protection purposes principally 
upon the mains of the Spring Valley Water Company. It is 
recognized that the works of that company are constructed 
on conservative lines with large factors of safety, but partly 
on account of defects which can be remedied only at an ex- 
pense which the company claims its income will not warrant 
and partly by reason of defects which are inherent the fire 
protection afforded is not sufficient. The pressure is too low 
and many of the distributing pipes are too small to permit of 
the delivery of sufficient quantities of water for effective fire 
control in all parts of the city. Many of the mains pass over 
ground liable to serious displacement from earthquake, and, 
as was shown in the conflagration of April, 1906, are a serious 
menace to the safety of the entire city because of insufficient 
gate control to guard against loss of water and preserve the 
rest of the system should these pipes be ruptured. Further- 
more, it is not desirable in a city like San Francisco to attempt 
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to combine a domestic supply and a fire protection system in 
one, as in the event of a general conflagration the loss of water 
through broken house connections in districts already burned 
over is liable to impair or destroy the efficiency of the entire 
system, and numerous small connections increase the earth- 
quake hazard in the pipe system. 

Although fire insurance experts have long known that 
these conditions render San Francisco especially liable to a 
great conflagration, the extreme danger of the situation was 
not fully appreciated until the fire of April, 1906, showed 
how easily the city could be destroyed. The result of that 
conflagration and the consequent realization of the existing 
conflagration hazard has been that fire insurance rates have 
been greatly increased and the agents of the various insurance 
companies have been so limited in the amoimt of business they 
are permitted to write that competition has been practically 
eliminated and many merchants are unable to obtain fire insur- 
ance even at such high rates as five per cent and upwards per 
annum. Under modem conditions such a state of affairs 
makes it exceedingly difficult and expensive to conduct business 
and will, if steps are not taken at once to reduce the con- 
flagration hazard, seriously handicap the future growth of the 
city. 

The comparative ease with which the recent conflagration 
was finally checked along Van Ness avenue and in the Mis- 
sion, has created in the mind of the public an erroneous 
opinion as to the difficulty of controlling a general conflagra- 
tion. The fire originated in the eastern part of the city and 
spread in a direction contrary to that in which the prevailing 
wind was blowing so that it was retarded rather than assisted 
by this wind, consequently it was checked without great diffi- 
culty, wherever even comparatively small quantities of water 
were available. 

*'The burned area had a fire front of 49,305 feet or 9.34 
miles, a water front of 9,510 feet or 1.80 miles and a total 
of 58,815 feet or 11.14 miles. 

Of this 49,305 feet of frontage, 9,540 feet are on the wide 
streets or avenues — Van Ness avenue. Market and Dolores 
streets. The remainder, 39,765 feet, are on ordinary streets, 
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(icross blocks, etc., or about 20% of the total frontage is on 
wide streets, and the remmnder, 80% on ordinary streets, 
etc,'^ (P. 56 Report of Sub-Committee on Statistics). 

Considering these data and the fact that in the absence of 
a water supply, the fire crossed and re-crossed streets of the 
width of Market, Van Ness avenue and Dolores, the main 
dependence must be placed on the eflBcient means herein pro- 
posed. 

Had the earthquake which preceded it not disabled the 
water supply system by breaking a number of distributing 
mains and house connections, the fire or fires could undoubt- 
edly have been confined to a few buildings in the vicinities of 
their origin. The great danger to San Francisco is that a 
fire originating in the Western Addition or the Mission at a 
time when a strong west wind is blowing will get beyond the 
control of the fire department and fanned by the wind will 
be swept through the congested value district to the eastward 
until it reaches the bay shore. Such a disaster can be pre- 
vented only by providing water in larger quantities and at 
higher pressures than have hitherto been available, and by 
the introduction of fire preventive measures of high effi- 
ciency. 

FIRE PROTECTIVE MEASURES. 

It is manifest that after having put in operation the most 
efficient and largest fire protection system in the world that 
but a portion of our duty will have been performed ; there yet 
remains the necessity for reducing fire, conflagration and 
earthquake hazards by a far greater restriction of the use of 
combustible materials in buildings and the substitution there- 
for of absolutely non-combustible materials and the modifica- 
tion of the building laws so as to permit and prescribe a 
greater safety from damage by earthquake. These measures, 
while practically more necessary in the restricted areas of 
artificially filled lands, are also greatly needed all over the 
city. 

It has been clearly pointed out that our risks are greater 
Ihan elsewhere and that fire losses are greater in tl^e United 
States than in Europe by reason of our greater use of com- 
bustible material in construction. It is, therefore, our impera- 
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tive duty to the lives and interests of this city to reduce these 
risks, iirsty by extending the fire limits, and second, by pre^ 
scribing a far greater use of non-combustible materials in all 
building operations. Fortunately, there are sound reasons 
other than fire and conflagration risks in favor of this change. 
1st. Greater protection of life, 2d. Economy in construc- 
tion. 3rd. A decrease in earthquake risk, and 4th, further 
reduction in insurance rates. 

Moreover, our mild climate permits us to adopt types of 
construction different from and cheaper than those in use in 
eastern cities. It is therefore recommended 

Ist. That a definite study be made as to greater extension 
of fire limits with the particular aim of extending them over 
the artificially filled lands where all hazards are at a maximum. 

2nd. That an entire reclassification of buildings be made 
and that certain types now permitted be restricted or prohib- 
ited and that others be introduced. 

The proposed classification will only be indicated at present 
and should be fully discussed and elaborated with a view 
of reducing to a minimum the hazards of the lives, homes, pro- 
perties and industries within our borders. 

Class A buildings should be defined to include all buildings 
erected entirely of non-combustible materials. At the head of 
the list should stand Class Al. The modern steel framed 
building provided with every requirement of the National 
Board of Underwriters. Near the bottom of the list a steel 
framed building not exceeding two stories in height, covered 
and roofed with galvanized iron. 

This is outlined in the following table : 

CLASS Al. 

Steel cage construction concrete brick or tile walls and 
floors, metal framed doors, windows and finishings, plate wire 
glass windows, iron or asbestos curtains on exposed sides. 

CLASS A2. 

Concrete or brick walls, steel posts concrete or tile covered, 
concrete steel or tile floors, steel framed metal covered roof, 
fire shutters on exposed sides. 

CLASS A3. 

Re-inforced concrete walls, steel framed roof, metal cov- 
ered, fire shutters on exposed sides. 
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CLASS A4. 

Light steel frames, walls metal lathing or expanded metal, 
plastered with cement mortar on one or both sides of frame- 
work, concrete, steel or tile floors, metal roof, metal framed 
windows and doors, plate wire glass, asbestos curtains, for 
light stores or dwellings etc. 

CLASS A5. 

Steel frame, corrugated iron sides and roof for sheds and 
lightest buildings. If more than one story, walls metal lathed 
and plastered, upper floors of steel and concrete or tiles. Wire 
glass windows and skylights. 

CLASS A6. 

Any combination of the above classes which are structur- 
ally sound. 

Class B should include the present Class Bl and a second 
Class B2 suggested by City Architect Tharp, constructed of 
a properly proportioned and braced wooden frame with wire 
or expanded metal lathing plastered inside and out, and with 
floor protection and ceilings of the same materials. It will 
be observed that this building is not only earthquake proof 
but has high fire and conflagration resistance. 

The present Class C should be strengthened as to wall ties, 
and restricted in size and height. 

It is apparent that one of the forms of Class A or slight 
modifications to include it in Class B or Class B2, will largely 
supersede frame buildings to the advantage of the property 
holder, and that these can be used in the present fire limits at 
less expense and hazard than the present Class C. 

If the improvements above outlined be made San Francisco 
will have but little to dread from even a more serious earth- 
quake than that of April 18th, 1906; the possibilities of 
great fires will be reduced from a maximum, as at present, to a 
minimum ; and confidence will mark our recovery and develop- 
ment in every line to the remotest future. 

Respectfully submitted, 
(Signed) MARSDEN MANSON, 

City Engineer. 
San Francisco, California, Jan. 31, 1908. 
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To Mr, Marsden Manson, City Engineer, '^ 

San Francisco, Cal. 

Sir: Ordinance No. 126 (New Series) of the Board of 
Supervisors (Appendix No. 4) directs the Board of Public 
Works to procure through the City Engineer and file with the 
Board of Supervisors plans and estimates of the cost of an 
auxiliary water system for fire protection and for sanitary 
and flushing purposes. 

Early in the progress of the work of the preparation of 
the plans, it was apparent that if the provisions of the above- 
mentioned ordinance were followed, the resulting system 
would not be thoroughly practical. As the adoption of the 
best possible means of protecting the City from future con- 
flagrations is of prime importance, it was decided to eliminate 
those provisions of the ordinance which, if followed, would 
impair the efficiency of the proposed system, and prepare 
plans and estimates of cost in accordance with the apparent 
intention of the ordinance, without attempting to conform 
too strictly to its minor provisions. 

It is, therefore, recommended that the Board of Super- 
visors rescind Ordinance Number 126 (New Series) and that 
a new ordinance drawn with a consideration of the recom- 
mendations of the following report be passed. 

During the time which has elapsed since the passage of 
the ordinance, a number of meetings have been held with 
Engineer Mr. Geo. M. Robertson, and members of the fire 
and water committee of the Board of Fire Underwriters of 
the Pacific, the local representatives of insurance companies, 
the Secretary and representatives of the Merchants' Associa- 
tion and the Chief Engineer of the Fire Department. 

Through the courtesy of the Board of Fire Underwriters 
of the Pacific, your engineers have been enabled to avail them- 
selves of the services in the capacity of Consulting Engineer 
of Mr. W. C. Robinson, Chief Engineer of the Underwriters' 
Laboratories, Chicago. Mr. Robinson spent the greater parts 
of the months of June and July in consultation with your 
engineers in this city and his advice and criticisms have been 
of great value. Your engineers are also indebted to Mr. Hugo 
P. Frear, Superintendent of Hull Construction at The Union 
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Iron Works, for valuable counsel and assistance in the prep- 
aration of the plans for the fire boats. 

PLANS. 

The location of the pipes and appurtenances forming the 
distributing system, the fire cisterns, the telephone call boxes 
and central telephone stations and the general plans of the 
Twin Peaks Reservoirs, pumping stations and fire boats are 
shown by drawings on twelve sheets of plans which accom- 
pany and are made a part of this report, entitled Plcms for 
an Auxiliary Water System for Fire Protection, prepared 
under the direction of the Board of Public Works and City 
Engineer, by H, D. H, Conmck and T, W. Ra^nsom during the 
years 1907-8, under authority of Ordinance No. 126 (new 
series) of the Board of Supervisors, Sam, Francisco, Cat, Sub- 
mitted January, 1908, approved by Marsden Mwnson, City 
Engineer, March 19. 1908. 

Sheet No. 1 Showing location and arrangement of distribut- 
ing system and location of hydrants, reservoirs and pumping 
stations. 

Sheet Xo. 2 Showing location of call boxes and central sta- 
tions of proposed telephone system. 

Sheet No. 3. Showing location of existing cisterns and 
preliminary location of sixty-five of the proposed fire cisterns. 

Sheet No. 4. Showing general plans for fire boats. 

Sheet No. 5. Showing location of breaks in the mains of 
the Spring Valley Water Co., the fire limits, the boundaries of 
the district within which fireproof roofs are required. 

Sheets No. 6, 7, and 8. General arrangement of pumping 
station driven by steam turbine engines. 

Sheets No. 9 and 10. General arrangement of pumping 
station driven by gasoline engines. 

Sheet No. 11. Twin Peaks Reserv^oirs. 

Sheet No. 12. Table of data regarding existing fire boats. 

NECESSITY FOR BETTER FIRE PROTECTION. 

The object of installing a municipal fire protection system 
in any city is to reduce the fire and conflagration hazard to a 
minimum. In the system which is described below, this is to 
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be accomplished in the protected district, by providing means 
for delivering water in such quantities and at such pressures 
that it will be possible : 

First. To practically dispense with the use of portable 
steam fire engines. 

Second. To apply sufficient water at the seat of an incipi- 
ent fire to extinguish it in the shortest possible time. 

Third. To quickly concentrate large volumes of water 
on any area in which a fire may have reached dangerous pro- 
portions. 

Fourth. To furnish in emergency as much water as can 
be used to advantage by the fire department. 

A building may be destroyed by fire in two ways, viz : by 
a fire originating within, or by a fire communicated from out- 
side sources. The danger of its being damaged in the first 
manner is termed the fire hazard, and the chance of a fire 
being communicated to it from outside sources is known as 
the conflagration hazard. 

The fire hazard in any building depends upon its con- 
struction, its occupants, the nature of its contents and the 
precautions employed to prevent and extinguish fires. As 
these are matters largely within the control of the owner, he 
should provide such inside protection as is necessary. 

The conflagration hazard depends principally upon the 
construction and contents of nearby buildings, the topography, 
climatic conditions, the fire protection provided outside the . 
building and to a less extent upon the construction, character 
of contents and the fire protection within the building. Since 
the property owner has little or no control over the conflagra- 
tion hazard, the cost of the necessary protection should be 
met by the community as a whole. 

As the storage of inflammable materials and poorly con- 
stucted buildings greatly increase both the fire and conflagra- 
tion hazard, large cities enforce restrictions regarding the 
construction of buildings, the purposes for which they shall 
be occupied, the materials that may be stored therein and, to 
a limited extent, the fire protection facilities that shall be pro- 
vided. 
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Through experience extending over a number of years, fire 
underwriters are able to closely estimate the fire hazard in 
any building. Owing to lack of sufficient data, the conflagra- 
tion hazard can not be even approximately determined in 
American cities, but that it may be great is shown by the fact 
that while, in 11,827 fires which occurred in this city during 
the years 1891 to 1904 inclusive, the total direct property 
loss was estimated at $13,500,000, in the general conflagra- 
tion of April, 1906, this loss has been estimated to have been 
in the neighborhood of $360,000,000. 

The price of fire insurance is based largely upon estimates 
of the existing fire and conflagration hazards and is an ex- 
pression of the opinion of experts in matters relating to fires 
and fire protection as to the hazards or risks presented by 
the conditions. The rates in force in any city, therefore, rest 
mainly upon the efficiency of the methods of fire prevention 
and protection in use and indicate whether additional protec- 
tion is desirable. 

Conservative fire underwriters have always considered the 
conflagration hazard in San Francisco to be much greater than 
in other large American cities on account of the large amount 
of combustible material entering into the construction of the 
buildings, the inadequacy of the water supply system, the 
topographical and climatic conditions and the isolation of the 
city. 

While this opinion did not receive the attention which 
subsequent events showed it deserved, fire insurance rates 
were higher in this city than elsewhere and, until the recent 
conflagration, underwriting fire insurance was considered 
profitable. The conflagration demonstrated the fallacy of this 
view, with the result that insurance rates were immediately 
raised to a high figure, agents were limited in the amount of 
insurance they are permitted to write, a number of companies 
ceased writing insurance in this city, and the competition has 
been so reduced that it is impossible in many cases to obtain 
fire insurance even at such high rates as five per cent and 
upwards per annum. 

These conditions have imposed heavy and unusual ex- 
penses upon the business of this city and it is probable that 
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expense from this cause will become still heavier unless the 
conflagration hazard is reduced. 

The recent conflagration and the subsequent attitude of fire 
underwriters has led to a general recognition of the necessity 
of providing additional fire protection, but owing to the fact 
that the fire was finally checked with comparatively small 
quantities of water there exists a popular belief that all that 
is necessary in order to prevent the spread of a general con- 
flagration, is to provide means for supplying large quantities 
of water along certain selected streets and that the proposed 
system should be used only for extinguishing large fires. 

No opinion could rest on a more fallacious basis nor be 
further from the trutii. Means for supplying large quanti- 
ties of water are indeed necessary but, as will be shown later, 
the checking of a general conflagration under conditions which 
are likely to prevail here is no simple matter, but will require 
an extensive fire protection system. 

The conditions prevailing at the time the recent conflagra- 
tion was finally checked were unusually favorable for the 
control of a fire. The velocity of the wind was low, the build- 
ings burning were mostly frame residences not exceeding 
three stories in height in which there was comparatively little 
combustible material, and the fire was checked not on the lee- 
ward side, but either to windward or in a direction laterally 
to that of the wind. In fact, although the earthquake and the 
fire which followed it, clearly demonstrated the futility of 
depending, for a water supply for fire fighting purposes, upon 
pipe lines not located, designed and constructed with a con- 
sideration of the probable effects of earthquake shock, this 
conflagration indicated little or nothing of the difficulties 
which usually confront the fire department of a large city dur- 
ing a general conflagration and it is necessary to consider the 
history of other great fires in order to arrive at a full appre- 
ciation of these difficulties and the importance of attempting 
to extinguish all fires before they attain conflagration pro- 
portions. 

The greater number of general conflagrations could have 
been extinguished in their early stages, by small quantities 
of water; however, after their proportions had increased and 
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they had escaped the control of the fire department, millions 
of gallons were insufficient and they generally continued burn- 
ing until they had destroyed all the combustible material in 
their paths. It is important to note that when a conflagration 
has occurred during a strong wind, the intense heat has pre- 
vented firemen from approaching near enough on the leeward 
side to utilize fire streams and consequently it was necessary 
to confine their efforts to preventing its spreading laterally and 
against the wind. 

Albert M. Quick states regarding the Baltimore fire that 
''all Sunday night and Monday morning it frequently occurred 
that, in attempting to use hydrants a block ahead of the main 
fire and in line with the wind-driven flames, the firemen wnd 
horses would be singed by the heat before they could attach 
the hose, and would have to move; and at various times single 
buildings were on fire several blocks ahead of the main body 
of flame. All streets in the main line of fire were, without 
exaggeration, a solid wall of flame from the pavemsnt to the 
roofs of the buildings. The heat was so intense as to complete- 
ly consume every thing combustible, even wooden sleepers en- 
tirely embedded in concrete floors.*^ Others have estimated that 
at this fire it was at times impossible on account of the heat 
to approach within five hundred feet on the leeward side of 
the main body of flames. As this is more than four times the 
distance that unusually strong fire streams will reach against 
the wind, the impossibility of checking a conflagration under 
such conditions is apparent. It is extremely doubtful whether 
after the first thirty minutes, any fire department, equipped 
with the most modem fire fighting apparatus, would have been 
able to control this fire before it reached the river front 

On the other hand, many fires in mercantile establishments, 
warehouses, cotton mills, and factories containing large quan- 
tities of very inflammable material have been easily extin- 
guished in their first stages simply because the probability of 
their occurrence had been foreseen and ample means provided 
for meeting the emergency. 

The only certain way to protect property from great loss 
by general conflagration under the conditions existing in this 
city, is to extinguish all fires in their early stages. In fact. 
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the efficiency of a fire protection system should be measured 
not so much by the number of large fires which are extin- 
guished through its use as by the number of small fires in 
dangerous localities which are extinguished before they assume 
conflagration proportions. 

From this, it is not to be understood that it is unnecessary 
to provide an elaborate fire protection system capable of de- 
livering large quantities of water at high pressure for long 
intervals. The arts of fire prevention and protection in Amer- 
ican cities have not reached such a state of perfection that it 
is possible to entirely prevent occasional great conflagrations 
The desirability of extinguishing the incipient fire and thus 
reducing the probability of general conflagration is, however,^ 
an important feature of fire protection which is too apt to be 
overlooked in the design of such systems. 

The principal defects of the fire protection methods in use 
in this city at present are that too much time elapses between 
the discovery of a fire and the application of water and that 
sufficient quantities of water are not available in all parts of 
the city for the control of a large fire. By increasing the size 
of some of the pipes in the present water supply system, 
larger amounts of water could be concentrated on any area 
but no improvement in the time consumed in reaching a fire 
can reasonably be expected as long as it is necessary to draw 
heavy portable fire engines over the steep grades and poor 
pavements of our streets to the scene of the fire and to connect 
them to hydrants in the vicinity before water is available. 

SUMIVIARY OF PROPOSED SYSTEM. 

After consideration of the peculiar conditions existing in 
this city and the requirements arising therefrom it has been 
decided to recommend a modification of the plan proposed by 
former City Engineer C. E. Grunsky in a report to the Board 
of Public Works dated March 8th, 1904, with such changes 
and additions as appear necessary in the light of later experi- 
ence. 

The total area to be protected is about 5,300 acres. 

The system will consist of : 
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First, two storage reservoirs each with a capacity of 5,000,- 
000 gallons, situated on Twin Peaks at an elevation of 755 
feet, which are to be supplied by pumps of 3,000,000 gallons 
per day capacity. A high level distributing reservoir of 500,- 
000 gallons capacity at an elevation of 495 feet in the vicinity 
of 17th and Stanyan streets; a low level distributing reser- 
voir of 1,000,000 gallons capacity on Jones street near Clay 
street at an elevation of 329 feet. 

Second, two emergency salt water pumping stations, each 
with an ultimate capacity of 16,000 gallons per minute in 
which machinery sufficient to pump 10,000 gallons per minute 
is to be immediately installed. 

Third, two fire boats, each having a capacity of 8,000 gal- 
lons per minute against a pressure of 150 pounds per square 
inch or 4,000 gallons per minute against a pressure of 300 
pounds per square inch. 

Fourth, a net work of distributing pipes in two levels with 
a total length of about 91j4 miles, fitted with the necessary 
hydrants, shut-oflf gates, relief valves, air valves, blow-off 
valves, and fire boat connections. These pipes will be laid in 
all of the main streets of the principal manufacturing and 
business districts of the city. In the residential districts, 
mains will be installed to prevent a fire originating therein 
escaping the control of the fire department and gaining suffi- 
cient headway to sweep through the business and manufactur- 
ing districts. 

Fifth, a number of independent under-ground cisterns con- 
structed in the streets. 

Sixth, a telephone system for the exclusive use of the fire 
department. 

It is estimated that this fire protection system will cost 
$5^200,000 and that under proper management it can be com- 
pleted in two and one-half years after the necessary money is 
available. 

ADVANTAGES OF THE PROPOSED SYSTEM. 

The installation of this system will greatly reduce both the 
fire and conflagration hazards. The pressure to be maintained 
in the mains will be sufficient to render water available for use 
by the fire department immediately upon their attaching a hose 
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to the hydrant and opening the hydrant valve. The present 
necessity of hauling heavy steam fire engines to the fire will be 
obviated, the time elapsing between the receipt of an alarm 
and the application of water to the seat of a fire will be 
materially reduced and consequently the eflSciency of the fire 
department will be greatly increased. In buildings where 
the fire hazard is extreme, it will be advantageous for the 
ow^ier or tenant to provide means for the application of 
moderate quantities of water to a fire before the arrival of the 
fire department by reason of the reduction in insurance rates 
allowed by the underwriters for such installations. 

In the event of a large fire far greater quantities of water 
than have hitherto been available, may be quickly concen- 
trated on any area. 

With the precautions which are provided against damage 
to any extensive part of the system by earthquake, the danger 
of fire destroying the city in the event of the occurrence of a 
shock similar to that of April 18, 1906, will be obviated. 

An examination of the records of the number and size of 
fires which have occurred in San Francisco during the five 
years, 1900 to 1904 inclusive, shows that in this time 5,426 
fires occurred in buildings, from 932 to 1,243 per year, the 
yearly number steadily increasing with the population. About 
two-thirds of these fires were extinguished during their early 
stages by chemical engines. For the control of the remainder, 
say about four hundred a year, it was necessary to use port- 
able steam fire engines. 

From a consideration of these facts and the percentage of 
the buildings of the city which are in the protected area, it 
has been estimated that the proposed system, which will 
replace the present system in the districts in which it is in- 
stalled, will be used about three hundred times a year. 

Before proceeding with a description of the details of the 
project, it will be necessary in order that the desirability of 
so extensive a system may be fully appreciated, to review 
the conditions and requirements and discuss the reasons which 
have led to its recommendation. It is believed that careful 
consideration of these reasons will convince all of the urgent 
need of a comprehensive fire protection system of the most 
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effective type and will demonstrate that the system recom- 
mended will provide a maximum of protection at a reasonable 
cost, and at a profit to both the insurer and the insured, 

ANNUAL FIRE LOSSES IN SAN FRANCISCO IN THE 
UNITED STATES AND IN EUROPE. 

Few persons outside of those directly interested in the 
insurance business realize how enormous is the value • of 
property annually destroyed by fire in the United States, or 
how rapidly this loss is increasing from year to year. 

It has been estimated that in the ten year period from 1875 
to 1884 inclusive, the aggregate property loss by fire was 
$803,605,448, from 1885 to 1894 it was $1,273,784,810, and 
from 1895 to 1904 it amounted to $1,523,719,823, an increase 
of one hundred per cent in three decades. 

The fire loss in the United States during the year 1906 
has been estimated to have been equivalent to a tax of $7.41 
per capita of population if the loss by the conflagration in 
this city is included, or $2.25 if the losses by that conflagra- 
tion are not included. In addition to these amounts, in order 
to determine the total cost due to fires, exclusive of the loss 
due to interruption of business caused by fires and the cost 
of insurance, it is necessary to add the cost of maintaining 
fire departments, and of additional water supplies together 
with the expense of all other appliances furnished or main- 
tained for fire protection purposes, an amount which was 
estimated in 1906, by Mr. J, K. Freitag, to be not less than 
$150,000,000 annually. In other words, during 1906 the 
people of the United States paid about $668,611,800 for 
protection, and for the property destroyed by fire. It is true 
that because of the local conflagration this was not an ordi- 
nary year, but had our fire not occurred, it would still have 
amounted to about $307,500,000. 

The magnitude of the fire losses in this countrj^ can be 
better realized after inspection of the following table, which 
gives the aggregate property loss due to fire, and the value 
of all the gold and silver produced by the mines in the United 
States, including Alaska for each year from 1875 to 1906 
inclusive. From this it will be seen that for every dollar 
produced in the gold and silver mines during the past thirty- 
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seven years, property to the value of about one dollar and 
fifty- two cents has been destroyed by fire and irretrievably 
lost to the use of mankind. 



Year 


Aintreifate Yearly Property 
Loss by Fire in the United 
States. (From the Insur- 
ance Year Book. 1W7. Fire 
and Marine 

$ 78,102,285.00 


Annual Production of Gold and 
.S'lver in the United States and 
Alaska. (Reports of the Di- 
rector of the Mint. Treasury 
Annual Reports). 


1875 


$ 63.953,800.00 


1876 


64,630,600.00 


74,849,000.00 


1877 


68,265,800.00 


83.888.900.00 


1878 


64,315,900.00 


91,607,400.00 


1879 


77,703,700.00 


74.377.100.00 


1880 


74,643,400.00 


70,717,000.00 


1881 


81,280,900.00 


72,357.500.00 


1882 


84,505,024.00 


73,605,900.00 


1883 


100,149,228.00 


69.618.400.00 


1884 


110.008.611.00 


72,721,300.00 


18S5 


102.818,796.00 


74.304,500.00 


1886 


104,924,750.00 


74.351.400.00 


1887 


120,283,055.00 


74.023,200.00 


1888 


110,885,665.00 


76.212.600.00 


1889 


123,046,8.«.00 


79,805,400.00 


1890 


108.993,792.00 


90,087,100.00 


1891 


143,764,967.00 


90,805,000.00 


1892 


151,516,098.00 


88.677,500.00 


1893 


167,544,370.00 


82,755,000.00 


1894 


140,006,484.00 


70.922.100.00 


1895 


142,110,233.00 


83,055,500.00 


1896 


118,737,420.00 


92.742.600.00 


1897 


116,354,575.00 


89,679,000.00 


1898 


130,593,905.00 


96.581.400.00 


1899 


153,597,830.00 


103.912,100.00 


1900 


160,929,805.00 


114.912.100.00 


1901 


165,817,810.00 


111,795.100.00 


1902 


161,078,040.00 


109.415.000.00 


1903 


145,302,155.00 


102.913,700.00 


1904 


229,198,050.00 


113.920.700.00 


1905 


165,221,650.00 


122.402.700.00 


1906 


518,611,800.00 


135.652,491.00 


Totals 


$4,284,943,531.00 


$2,826,622,491.00 
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In 1904 the Committee an Statistics and Origin of Fire 
of the National Fire Protection Association requested the 
United States Government to secure through the Consular 
Service data regarding the loss from fire in the citias of for- 
eign countries. The results of these investigations are given 
in ''Special Consular Report No. XXXVIII/' entitled ''In- 
surance in Foreign Countries y^^ published in 1905 by the De- 
partment of Commerce and Labor. In the report of the Com- 
mittee presented at the Annual Meeting of the National Fire 
Protection Association, May 10, 1906, these statistics, together 
with some additional data which was secured directly from 
the consuls in European cities was reviewed and compared 
with similar statistics from American cities. 

The following extracts are quoted from the report of the 
Committee "In nearly att the cases the statistics were for 1904. 
Only European cities reported, although the request was also 
made of consuls in leading cities of South and Central America 
and a few in Asia and Africa having characteristics to some 
extent in common with American cities. The tabulation in- 
cludes 43 cities of Europe, Only 30 of these gave the loss, 
which may be assumed to be the insurance loss, as there ap- 
pears to be no data of losses not covered by insurance. The 
remarkably low average is shown of 61 ce7its loss per capita 
against $3.10 in the five years' average of 252 American cities. 
In tlie European average of 61 cents is included the cities of 
Moscow and St. Petersburg, Russia, with aft average of $1.32 
and $1.42, respectively, and if we eliminate these two we 
should liavc a still lower average per capita for the remain- 
ing 28 cities. Certainly our own per capita loss when thus 
compared is most striking and alarming, and while, on the 
one hand, it explains the higher rates of premuium which 
must of necessity be charged here, on the other hand, it points 
unmistakably to the remedies which should be applied to 
check the waste — such as improved methods of building con- 
struction added to the greatest care and the use of the best 
known facilities for protection against fire. 

Taking the number of fires to each 1,000 population in the 
same cities, we find it is 4.05 in the American cities as against 
.86 in those of Europe, showing that in point of frequency 
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fires here are far in excess of those abroad, which would seem 
to indicate a general lack of care in the United States, per- 
haps on the part of all classes. Practically all fires are con- 
fined to the buildings or place of origin in the European cities, 
as will be seen from the table arid the extracts from the re- 
perts given below. 

Your Committee, however, desired to go further than to 
present these facts as to fires in cities. The Chairman was 
asked by a prominent underwriter, called upon to address a 
commercial body, for proofs of the statement so often made 
that the United States leads all countries in the amount of its 
fire loss in proportion to the population, and it was found 
that while all underwriters were convinced of that fact, no one 
had the figures to substantiate it. Accordingly, the govern- 
ment was again addressed, and on advice of the Bureau of 
Statistics in Washington, a request was sent by us direct to the 
consuls asking for the amount of the total loss in each country, 
and if that could not be stated, then for the insurance loss for 
a period of five years. Up to this writing we can only give 
the result in the six countries named in the following table : 



Country. 


Years. 


Fire Loss. 
Annual Averajre. 


Population 
1901 


Loss 

per 

Capitii. 


Austria 

Denmark 

France 

Germany 

Italy 


1898-1902 

1901 

1900-1904 

1902 

1901-1904 

1901-1903 


$ 7,601.389 

660,924 

11,699,275 

27,655,600 

4,112,725 

909,364 


26,150.597 
2,588.919 
38,595,500 
56,367,178 
32,449,754 
3,325.023 


$0.29 
.26 
.30 
.49 
.12 


Switzerland . . . 


.30 



Or an average loss per capita of $0.33. 

Now, compare this with the official report from the States 
of MainCj Massachusetts, New Hampshire, and Ohio, statistics 
of which are in a table accompanying this report : 



State. 


Five Years. 


Fire Loss. 
Annual Averaire. 


Population. 


Loss 

per 

Capita. 


Maine 


1901-5 
1901-5 
1901-5 
1901-5 


$2,240,158 
6.285,891 
1,174.061 
7.502.561 


694,647 
2.844.068 

411.588 
4,157.545 


$3.22 


Massachusetts 

New Hampshire 

Ohio 


2.21 

2.85 
1.80 







Oiving an average of loss $2.12 per capita/' 
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It is of interest to note at this point for the purpose 
of comparison that during the five year period 1900-04 that 
the average losses due to fire in this city were $866,319.00, or 
based on an average population of 400,000, $2.17 per capita 
per year. 

Quoting further from the above mentioned report: 

''Again, the total loss in the United States, as reported in 
the Chronicle tables and by the Journal of Commerce, was 
$866,617,705 for the five years ending with 1905, or an average 
of $173,323,541 per annum, which, upon a population basis 
of 70,000,000 gives a per capita loss of $2.47. 

2'hus it would appear from all of the statistics available 
that the per capita loss in the United States is appallingly 
greater than in any other country whether the comparison 
be by cities or by countries.'* 

The Committee concluded its report with some excerpts 
from the reports and letters from consuls as given in *' Insur- 
ance in Foreign Countries,' ' portions of these excerpts are 
given below. 

From the introduction: 

'*In Europe the fire insurance laws are remarkable, chiefly 
because they compel insurance in some countries, while in all 
cities they prevent great losses by insisting on the erection 
of only stone and brick buildings. The fire department sys- 
tems are ridiculously inadequate as compared with those of 
American cities, yet the net results are better.'' 

From the Consul General, Paris, France, March 9, 1906. 

''There is nothing in which American municipal govern- 
ment makes so unfavorable a showing, in comparison with 
those of European cities, as in all that relates to construction 
of buildings and the enforcement of regulations which minim- 
ize the danger of losses of life and property by fire." 

From the '^'onsul General, Berlin. 

"The comparative immunity of Berlin from disastrous 
fires results, not from the efficiency of its fire department, al- 
though it does promptly and ivell what work it has to do, 
but from the absence of wooden houses and the solid, careful 
construction of all kinds of stone and brick buildings under 
the rigid scrutiny of the building police, which, acting under 
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071 elaborate and searching statute, have authority to compel 
the use of iron and steel girders, fireproof stairways and 
roofing, heavy fireproof ceilings, and every detail of construc- 
tion which can diminish the risk of conflagration. The exac- 
tions of the building police seem sometimes excessive. They 
involve delays and expenditure that had not been reckoned up- 
on, and which are annoying to contractors and oumers of build- 
ings, but the wisdom of such restrictions is shown by the com- 
paratively trifling fire losses in a great capital city like Berlin, 
where, as has been shown above, they amount to less in a whole 
year than those entailed by one moderately large fire in the 
United States.' ' 

In 1903-4, at which time the population of this city was 
estimated to be about 400,000, it cost $832,337 to maintain our 
fire department, which consisted of 643 men with 53 steam 
fire endues, of which 15 were in reserve and 38 in service, 
together with a considerable amount of other equipment, such 
as hose, trucks, chemical engines, automobiles, water towers 
and batteries. During the period from 1900 to 1904 inclusive, 
about 11 per cent, or say, 687 out of about 6,147 fires ex- 
tended beyond the place of origin. 

For the purpose of comparison, similar data regarding con- 
tinental cities where the majority of the buildings are of fire 
resistive constniction have been compiled from Special Con- 
sular Report, Vol. LXVIII. 

PARIS, FRANCE. 

The population in 1904 was 2,714,068. The annual fire 
loss per capita was about 47 cents. The fire brigade consisted 
of 1855 officers and men and the cost of maintaining it was 
$586,028. 

BERLIN. 

The following excerpts from a letter written by Consul 
General Frank H. Mason, concerning fire insurance in Berlin 
and suburbs are of interest: *'The number of brick and stone 
buildings October 1, 1903, was 37,000, insured for $1,025,- 
898,000. Wooden buildings are not po-mitted in Berlin. 
The population of Berlin including the immediate suburbs, 
was in 1904 about 2,863,088.'' 
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*'Th€ owner of every building is compelled by law to insure 
itf from the time the construction reaches the first story, in a 
municipal organization known as the 'Stadische Feuer 
Societat', or City Fire Insurance Association, Every building 
within municipal limits is required to be insured in this organ* 
ization for wJiat is known as its ' Minderwerth\ or mortgagable 
value, which is carefully estimated and fixed by the expert 
officials of the department,'' 

*^As has been already stated, the nominal or insurable 
value of buildings in Berlin during the fiscal year 1894 was 
4,310,495,800 marks ($1,025,898,000.) The percentage of 
premium charged for such insurance is calculated from year 
to year so as to produce an income that covers three item^ of 
expenditure namely: Losses on property through fires, ex- 
penses of administration, and the cost of maintaitiing the fire 
department. For the fiscal year 1904, now under considera- 
tion, the premium rate was 4^ pfennigs per 100 marks, or 
4.75 per miUe — that is, somewhat less than one-half of one- 
thousandth per cent, and the sums of the different items paid 
were as follows: Losses paid on 2,040 fires, 840,062 marks 
($199,935;) costs of administration, 150,092 marks ($35,722) ; 
maintenace of fire department, 1,063,868 marks ($253,200) ; 
total, 2,054,022 marks ($488,857). Furniture and all movable 
property in buildings may be insured in private insurance 
companies, but there appear to be no trustworthy statistics 
to show the amount of such insurance effected in Berlin during 
any given year. The ordinary premium rate for such insurance 
is three-fourths per mille, so that, including registration fee, 
stamp, etc., the cost of a chattel insurance policy of, say, 
30,000 marks ($7,140) would be 26.30 marks ($6.25 per 
annum.'' 

** Fires which escape control and extend until they destroy 
adjoining buildings or an entire block are so rare in Berlin 
as to be left out of account in the records and there appear 
to be no statistics which divide the direct from the exposure 
losses." 

While the method of insurance outlined above may be 
an excellent thing in such a city as Berlin, where practically 
no conflagration hazard exists, it is hardly necessary to point 
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out tiiat in a city having such a large conflagration hazard as 
San Francisco, such a method would be most impractical, as 
in the event of a conflagration of the magnitude of the recent 
one, the proportion of the total loss for which each property 
owner would be liable would result in the bankruptcy of the 
greater majority of our citizens. 

ROTTERDAM, NETHERLANDS. 

The population in 1904 was 372,495, and during the year 
there were 361 fires, practically all of which were confined 
to the building in which they originated. The fire department 
is composed entirely of volunteers, who serve gratuitously. 

ZURICK, SWITZERLAND. 

The population in 1904 was 163,500. During the year 
there were only 72 fires, none of which extended to adjoining 
buildings. The city has a volunteer fire department, the fire- 
men being paid a fee for every fire they attend. 

BIRMINGHAM. ENGLAND. 

With a population of 550,000 people in 1904, there were 
only 557 fires, 15 of which extended to adjoining buildings. 
The loss was $226,506. The fire brigade consisted of 89 officers 
and men. There are six steam engines and two chemical en- 
gines in the department 

LONDON, ENGLAND. 

The population in 1904 was 4,536,541. During the year 
3,904 fires occurred, of which 49 extended to adjoining build- 
ings ; 29,000,000 gallons of water were used to extinguish fires, 
one-sixth of which was taken from the river and canals. The 
London Fire Brigade is composed of about 1,295 men, or in 
other words, though the population is more than eleven times 
greater than that of San Francisco, they only require about 
twice as many firemen. This is not because our fire depart- 
ment is not as efficient as that of London, but it is because 
since 1666 legislation has compelled the use of fireproof ma- 
terials in the repair and construction of buildings, and, con- 
sequently few timber structures remain. 

VIENNA, AUSTRIA. 

The folowing data from the Municipal Journal and En- 
gineer, October 23, 1907, is also of interest : 
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*^For a city of more than 200,000 inhabitants, 
Vienna enjoys remarkable immunity from fire. The 
total losses in 1906 ivere less than $130,000, while the fire de- 
partment cost the city about $30,000. In all there were 1,169 
fires, an average of a little over three a day. Of these 
37 irere classified as large, 156 medium, and 976 smalT. The 
smuU total of the aggregate loss is due not only to the activity 
of the Fire Department but to the very solid construction of 
all buildings in the city, public and private alike. While prac- 
tically the whole population live in flats, it is seldom that a 
fire will extend beyond the apartment in which it originated.'' 

^Ir. Freitag in an article in Engineering News, April 26, 
1906, states that the fire department of Vienna consists of 
^'five steam engines, but very seldom called into action, and a 
large and sufficient number of hand engines, manned by 265 
men in the department. Hardly what we would term and ef- 
ficient fire fighting organization.'' 

That this enormous drain upon the country's resources 
should be allowed, not only to continue but to rapidly increase 
from year to year can be explained only upon the assumption 
that the general public is ignorant of the true state of affairs. 

The remeily is apparent from the statistics which are set 
forth above. It is only by the habitual exercise of greater 
care in the prevention of fire on the part of all classes and by 
ceasing to erect buildings not designed or constructed with a 
view to preventing the spread of fire that this loss can be 
brought down within reasonable limits. 

The installation of the proposed fire protection system will 
eft'ect a material reduction of the annual fire loss in this 
city, but this reduction will in no way be comparable to that 
which would ultimately result from removing the cause of 
serious fires by the enactment and honest enforcement of a 
good building code embodying the recommendation of the 
**Commitf(e of Fireproof Construction of the National Fire 
Protection Association." 

From past experience, it is apparent that any improvement 
in our building laws can be accomplished only with the 
greatest difficult^', and even if proper laws were passed at once 
many years must elapse before the general average of build- 
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ings in this city would be brought up to the high standard 
of European cities. Consequently adequate fire protection in 
this city is an imperative necessity. 

It is urgently recommended, however, that the fire limits 
be extended at once and that the building laws be so altered 
as to prevent the construction of any but so called fireproof 
buildings within the more congested business districts. 

TOPOGRAPHICAL FEATURES. 

San Francisco is built on the northerly portion of a penin- 
sula, lying between the southerly arm of San Francisco Bay 
and the Pacific Ocean. Its southerly boundary is an east 
and west line about seven miles south of the Golden Gate, the 
entrance to San Francisco Bay. The city has an area of about 
forty-eight square miles, of which sixteen, including the four 
s(|uare miles burnt over by the recent fire, are occupied. It is 
divided into two main water sheds by a spur of the Coast 
Range mountains. This spur, extending in a general northerly 
and southerly direction through the center of the city, has an 
elevation at the southerly boundary in the vicinity of Ocean 
View of about 300 feet above sea level. Thence it rises to an 
elevation of 900 feet at Twin Peaks, about the geographical 
center of the city, and slopes to the northern end of the Penin- 
sula near Fort Point. 

The westerly water shed is divided into four drainage 
basins by three spurs from the main ridge, of which the north- 
ern is the Point Lobos ridge crossing Golden Gate Park: the 
central is the Sunset ridge, and the southern is the flat-topped 
ridge between Lake Pierced and Laguna Puerca. With the 
exception of the Presidio and Golden Gate Park, the greater 
portion of the surface of this western slope is covered with 
wind-blown sand. 

The easterly water shed is divided into four main drainage 
basins. 

The southern basin, comprising the Visitacion Valley and 
Bay View districts, is bounded on the south by a spur from the 
San Bruno ^fountains and on the north by Hunter's Point 
ridge, having a maximum elevation of about 400 feet. This 
vallev is subdivided into two smaller drainage areas bv a 
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group of hills having elevations of from one to four hundred 
feet 

North of Hunter's Point ridge is the Islais Creek Valley, 
the northern slope of which terminates in the Potrero Hills, 
having a maximum elevation of 300 feet. The western portion 
of this valley is still further sub-divided by Bemal Heights, 
a group of hills which reach an elevation of 500 feet. 

The above basins, as well as all of the westerly water sheds 
of the city, are mostly unoccupied, or are so thinly built up 
that the potential fire hazard is not sufSciently great to war- 
rant the installation of a system of high pressure mains. 

North of the Potrero hills lies the principal drainage basin 
of the easterly water shed. It is bounded on the north by a 
spur from the main ridge, of which the most prominent points 
are known as Pacific Heights, Russian, Nob and Telegraph 
Hills. These hills reach elevations of from 230 to 380 feet. 
By far the greater part of the built-up portions of the city 
is located in this basin. 

North of the Pacific Heights, Russian and Telegraph Hills 
spur the land slopes toward San Francisco Bay and the Golden 
Gate. 

CLIMATIC CONDITIONS. 

The following facts have been compiled from the records 
of the U. S. Weether Bureau : 

TEMPERATURE. 

The mean annual temperature at San Francisco is 55.8 
degrees Fahr. The highest temperature ever recorded was 101 
degrees Fahr. on September 8, 1904, and the lowest, 29 de- 
grees Fahr. on January 15, 1888. The temperature has never 
been low enough for sufiiciently long periods to freeze water in 
the distributing pipes of the local water companies or in the 
fire hydrants. 

RAINFALL. 

The average rainfall is 23 inches, most of which falls dur- 
ing the months of November, December, January, February 
and March. In the summer months there is practically no 
rain. 

WINDS. 

The prevailing winds are from the west. Winds from t.lie 
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southwest occur frequently and from the north occasionally. 

The following table shows the average velocity for each 
hour of the day for each month : 

AVERAGE HOURLY WIND VELOCITY (MILES PER 

HOUR). 



Time 
1 a.m 


Jan. 

6.1 


Fob. 

6.1 


Mar. 

6.7 


.Apr. 

7.3 


May 

7,9 


June* 

9.3 


July 
9.2 


.Aug. 

8.9 


Sept. 

6.8 


Oct. 
5.3 


Nov. 

5.2 


Dec. 

6.1 


2 a.m. 


6.2 


. 5.9 


6.3 


7.0 


7.6 


8.8 


8.8 


8.5 


6,4 


5.0 


5.1 


6.2 


3 a.m. 


6.3 


5.8 


6.3 


6.6 


7.2 


8.2 


8.2 


7.9 


6.0 


4.9 


5.2 


6.2 


4 a.m. 


6.3 


5.9 


6.2 


6.3 


6.8 


7.6 


7.8 


7,6 


5.9 


4,8 


5.1 


6.3 


5 a.m. 


6.4 


6.1 


6.3 


6.1 


6.6 


7.1 


7.4 


7.3 


5.6 


4.8 


5.2 


6.4 


6 a.m. 


6.5 


5,9 


6.1 


6.0 


6.4 


6.9 


7.4 


6.9 


5.4 


4,7 


5.3 


6.5 


7 a.m. 


6.4 


5.8 


6.1 


6.2 


6,7 


7.1 


7.4 


6.8 


5.4 


4.7 


5.1 


6.6 


8 a.m. 


6.5 


6.2 


6.6 


7.0 


7.5 


8.1 


8.0 


7.4 


5.8 


5,0 


5.5 


6.8 


9 a.m. 


7.0 


6.9 


7.3 


7.8 


8.3 


8.8 


8.6 


7.8 


6.4 


5.6 


6.1 


7.1 


10 a.m. 


7.6 


7.6 


8.0 


8.6 


9.3 


10.3 


9.9 


8.9 


7.0 


6.2 


6.6 


7.7 


11 a.m. 


7.9 


7.6 


8.4 


9.7 


11.0 


12.4 


11.8 


11.1 


8.3 


67 


6.7 


7.S 


12 m. 


8.2 


7.8 


9.2 


11.6 


13.3 


15.2 


14.7 


13.3 


10.7 


8.1 


6.8 


7.9 


1 p.m. 


8.4 


8.6 


10.6 


13.9 


15.4 


17.8 


17.4 


16.0 


13.3 


9.9 


7,4 


8.2 


2p.m 


8.7 


9.6 


12.2 


15.6 


17.0 


19.8 


19.7 


18.5 


15.7 


11.8 


8.6 


8.5 


3 p.m. 


8.8 


10.5 


13.4 


16.7 


18.0 


20.8 


21.0 


20.2 


17.7 


13,4 


9.2 


8.4 


4 p.m. 


8.6 


10.8 


14.1 


17.3 


18.5 


21.3 


21.6 


20.9 


18.5 


14.0 


9.4 


8.1 


5 p.m. 


8.0 


10.8 


14.1 


16.9 


18.1 


21.0 


22.0 


20.8 


18.4 


14.1 


9.6 


7.7 


6 p.m. 


7.6 


9.8 


13.1 


15.9 


17.1 


20.1 


20.7 


19.9 


17.0 


132 


8.8 


7.6 


7 p.m. 


7.3 


9.0 


11.6 


14.3 


15.2 


18.2 


18.7 


17.5 


14.8 


11.0 


7.7 


7.0 


8 p.m. 


6.8 


8.3 


9.9 


12.3 


13.1 


16.1 


16.2 


15.2 


12.0 


9.0 


6.7 


6.7 


9 p.m. 


6.5 


7.4 


8.6 


10.6 


11.3 


13.5 


14.0 


13.3 


10.0 


7.7 


6.1 


6.6 


10 p.m. 


6.1 


7.0 


7.8 


9.5 


10.0 


11.8 


12.3 


11.3 


9.0 


6.6 


5.6 


6.4 


1 1 p.m. 


5.9 


6.4 


7.2 


8.6 


9.0 


10.8 


10.8 


10.2 


8.2 


6.0 


5.2 


6.2 


12 p.m. 


6.0 


6.1 


6.8 


7,8 


8.3 


10.1 


10.0 


9.4 


7.4 


5.6 


5.1 


6.0 


Av'ge 


7.0 


7.6 


8.8 


10.4 


11.3 


13.0 


13.1 


12.3 


10.1 


7.8 


6.6 


7.0 



Attention is called to the facts that the highest winds pre- 
vail during the afternoon, that between sunset and sunrise 
the velocity is generally low and that the maximum average 
velocities occur during the dry summer months. As fires 
starting during the day time are liable to be discovered soon 
after their outbreak, the fire and conflagration hazards are 
not as great as if the high winds prevailed during the night, 
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but the fact that the higher velocities occur during a time 
when the roofs and sides of buildings are dn- increases these 
hazards. 

PRESENT WATER SUPPLY. 

At present the City depends almost entirely upon the 
Spring Valley Water Company, a private corporation, for its 
water supply for fire fighting purposes. The supply and dis- 
tribution works are owned by the company; the hydrants, 
about 3,870 in number, are the property of the city. There 
are also 29 hydrants connected with the mains of the Olympic 
Salt Water Company. In addition there are located in the 
older parts of the city 62 fire cisterns ranging in capacity 
from 25,000 to 100,000 gallons each, of which 23 are in repair 
and available for use. The remainder are being restored. 
During fires near the water front assistance is sometimes ren- 
dered by bay steamers and by the two State tugs. Since the 
fire of April 18, 1906, a number of manufacturing concerns 
have installed private fire protection systems. 

The Spring Valley Water Company obtains its water from 
several different sources located on this peninsula and in Ala- 
meda County, from which it is conveyed by conduits to the 
College Hill, University ^found and Lake Honda distributing 
reservoirs located in this city. From the above mentioned 
reservoirs the water flows by gravity to the Potrero Heights, 
Francisco street and Lombard street reservoirs. The Clay 
street. Pacific Heights and Clarendon Heights tanks are sup- 
plied by pumps which draw from the distributing systems of 
the above reservoirs. From these reservoirs and tanks the 
water is conveyed by the distributing system to the consumers. 

The out of town conduits pass for a portion of their way 
over marsh ground and are intersected by fault lines, and 
are consequently liable to be put out of use by a severe earth- 
quake. Furthermore, the geological formation of the San 
Francisco peninsula renders it impossible to locate conduits 
for conveying water into the city from the peninsula sources 
of the company without crossing geological faults. 

The distributing reservoirs of the company are well con- 
structed in desirable locations, their combined capacity is 91,- 
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200,000 gallons, about three days' supply. The distributing 
system is satisfactory as regards its ability to supply an 
adequate quantity of water for ordinary domestic, public and 
commercial use. 

It is recognized that the works of the company have been 
constructed on conservative lines, with large factors of safety. 
However, partly on account of faults which can be remedied 
only at an expense which the company claims its income will 
not warrant and partly by reason of defects which are in- 
herent, the fire protection afforded is insufficient. Many of 
the distributing pipes are not of sufficient size to supply an 
adequate quantity of water for fire protection purposes. A 
number of important ones are in areas of artificially filled or 
7nade ground. The distance between the gate valves is too 
great to afford adequate control. The hydrants are generally 
well placed, but are of an undesirable type and in many in- 
stances they are connected with mains of insufficient size. The 
distributing system is so arranged that in by far the greater 
portion of the city the pressure is not sufficient for effective 
fire fighting purposes and it is, therefore, necessary to rely 
entirely upon steam fire engines. This is undesirable, because 
the grades of a large percentage of the streets are so steep that 
the time lost in concentrating the necessary fire apparatus and 
applying water to an incipient fire greatly increases the diffi- 
culty of extinguishing it before it attains dangerous pro- 
portions. 

LIABILITY TO EARTHQUAKES. 

Geologists have recognized the existence of a system of 
faults extending through the State of California in a general 
northeasterly and southwesterly direction. These faults or 
fractures are caused by the development of stresses in the 
rocks. They extend to unknown depths. 

The causes of the strains or differences in pressure in the 
earth's crust which bring about these faults are not definitely 
known. They have been attributed to the expansion and con- 
traction of the rocks due to changes of temperature and to 
the shifting of the loading on the crust of the earth by the 
material washed by erosion from the land areas into the sea. 

l^nequal strains in the crust of the earth cause movements 
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of the rock masses along the walls of these faults. These move- 
ments or re-adjustments of the rock masses are the cause of 
the numerous earthquakes which occur in this vicinity. 

The accompanying table (Plate No. 1) has been compiled 
from earthquake catalogues, published by Smithsonian Institu- 
tion. It shows the number of earthquakes recorded in San 
Francisco during each month from January 1st, 1850, to 
January 1st, 1907, together with the yearly number recorded 
elsewhere in California and not in San Francisco during the 
same period. 

The greater number recorded in recent years in California 
elsewhere than in San Francisco is accounted for by the 
growth in population and consequent additional number of ob- 
servers and the increase in efficiency and methods of re- 
cording. It does not indicate that the frequency or intensity 
of earthquakes in this region is increasing. 

While the majority of these disturbances have been of 
minor intensity and caused little or no damage, there have 
been a number of extremely heavy shakes. 

In the Holden Catalogue of Earthquakes on the Pacific 
Coast 1769-1897 there are tables of the destructive earth- 
quakes and the extremely severe disturbances that have been 
recorded on the Pacific Coast during the years 1769 to 1897 
inclusive. 

These tables show that between 1800-1872 the coast of 
California, Washington and Oregon has been subjected to ten 
destructive earthquakes of which the destructive effects of 
three were especially severe on the San Francisco Peninsula. 
They also indicate that during the period from 1806 to 1893 
there have occurred twenty-nine earthquakes which have been 
classed as extremely severe, of which four have been especially 
severe in the vicinity of San Francisco. 

The destructive earthquakes described by Holden {Cata- 
logue of Earthquakes on the Pacific Coast — 1769 and 1897) 
as especially severe in San Francisco are as follows : 

''1839; shortly after 12 m. Intensity IX Rossi— Forel 
Scale. 

Where Redwood City now is. Destructive, Adobe walls 
seven feet thick were cracked from top to bottom. The earth 
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uas cracked in many places, and one immense fissure extended 
from Lone Mountain (f) to the Mission San Jose — Bancroft — 
Ms.— San Francisco Call, December 21, 1879." 

"1865. October 8; {Sunday) Intensity IX Rossi— Forel 
Scale. 

San Francisco. The first shock was felt at sixteen minutes 
before one o'clock p. m., and lasted perhaps five seconds. It 
was almost instantly followed by a heavier shock, which con- 
tinued for ten seconds or more. The vibrations appeared to 
be east and west, or northeast and southwest. There was 
nothing in the weather or in the condition of the atmosphere 
during the previous week to foretell the earthquake. On Oc- 
tober 8, in the evening, there were two or three slight addi- 
tional shocks. The chief damages to buildings were to Pop- 
per's building. Third and Mission streets, the City Hall, the 
old Merchant's Exchange, comer Battery and Washington 
streets. The latter building was completely ruined. The Cali- 
fornia Engine Company's Hou^e, Market and Sansome streets, 
was severely injured and rendered unfit for occupancy. The 
chimney in the rear of the Lick House was shaken down. 
Stoddard's warehouse on Beale street is said to have been 
thrown out of place several inches. On Third street, from 
Market to Howard, the window glass was broken in many 
places. On Washington street, also, the glass appears to have 
suffered from Dupont street down to Montgomery. On the 
marshy lands in the vicinity of Howard and Seventh streets, 
lamp posts, water pipes and gas pipes were broken and thrown 
out of position. The ground on Howard street, from Seventh 
to Ninth, cracked open, leaving a fissure nearly an inch wide. 
Not one fatal accident has yet been heard of. The effects of 
the earthquake on the waters of Mission Bay and on Long 
Bridge was frightful. The shock was felt severely at San 
Jose. About ten feet of the wall of the jail was thrown down, 
and a portion of the wall of the Methodist church. The bell 
of the convent was tolled. At Santa Clara nearly all of the 
brick buildings in town were more or less injured. On the 
Santa Cruz gap road chimneys were thrown down and the roads 
more or less obstructed by stones rolled down from the moun- 
tains. At Stockton the shock was very severe. At Visalia and 
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Los Angeles the earthquake was not felt at all. Bancroft M, 8, 
— San Framisco Bulletin, October 9, 1865." 

"1868. October 21; Intensity IX Rossi— Forel Scale. 

The great earthquake at San FranciscOy Cal. The first 
shock was at 7 idSyi a. m. Its direction was northerly and 
southerly {more correctly S. 30** W. to N. 30" E.^J. R. J.) 
Its duration was forty-two seconds. The second shock came 
at 9 :23 a. m., lasting five seconds. Lighter and briefer trem- 
ors occurred at intervals of about half an hour, till 12 :15 p. m. 
The first shock was most severely felt on the eastern side of the 
city, on the made land between Montgomery street and the 
bay. On the ^lid land no serious da^na^e was done to any 
ivcll constructed house. Window panes were broken, chimneys 
twisted or thrown down, mantel ornaments overturned, etc. 
Steeples swayed to and fro. On Russian and Telegraph Hills 
the shock was comparatively light. On the flat between 
Howard street and the Mission the shock was most severe. The 
Custom House was badly damaged. It was poorly constructed. 
Coffee and Risdon^s building {corner of Market and Battery 
streets) was of brick, three stories high, and unfinished. The 
ivalls of a portion of this fell, killing a mail. The machines 
in the Union Foundry {First and Mission streets) were put out 
of order. Several buildings in this neighborhood were more or 
less wrecked. The tall chimney- of the San Francisco Gas 
Works {Howard and Fremont streets) teas thrown down. The 
Mission Woolen Mills were damaged badly. As in 1865, a 
small crevasse was opened on Howard street, beyond Sixth. 
The Deaf, Dumb and Blind Imtitution ivas damaged.. The 
greatest damage was done in a belt several hundred feet wide, 
running no7'thwest and southeast, commencing at the Custom 
House and ending at the Folsom street wharf. The tall chim- 
ney of the United States Mint was dnmaged. The ferry 
steamer Contra Costa was near Angel Island and felt the 
shock strongly. Shocks were noted at 7:53, 8:10, 8:15, 9:20, 
9 :35, 10. 10 :30, 11 :05 a. m., and at 12 :15, and 2 :58 p. m. { The 
10 :30 shock was vertical at Pine and Mason Sts. — J. R. J.) Cliff 
House, S. F.; an unusual commotion in the sea, and the waves 
came fifteen or twenty feet further inland than visual. There 
were about thirty casualties in the 150,000 inhabitants. Five 
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deaths occurred from falling walls, etc. Not a single well- 
built house on the solid land suffered materially, whether of 
brick, stone or wood. Wooden houses suffered least. H. Ms. 
Also derived from S. F. daily papers of the few days imme- 
diately following the shock. See Rowlandson, et seq. No reg- 
ister of this shock on the tide-gauges at San Diego and Fort 
Paint.'' 

The San Francisco peninsula is traversed by a number of 
faults, the location of the more important known ones being 
indicated on the map on Plate No. 2. The earthquake of April 
18th, 1906, was the result of a movement along one or more of 
these faults, the principal movement being in the San An- 
dreas or Stevens Creek fault, along which a rift was opened 
which can be traced across the land for 192 miles, and prob- 
ably extends as great a distance under the ocean. The move- 
ment on the land was greatest in Marin Co., where on the 
westerly side of the rift it moved as much as 17 feet to the 
north or on the easterly side it moved as much as 17 feet to 
the south or there was a differential movement amounting to 
17 feet. Extensive surveys will be required to ascertain which 
of these took place. The amount of movement along the rift 
gradually decreased toward the south. At Pajaro Bridge it 
was about 18 inches and a short distance southerly the rift 
disappears. 

David Starr Jordan in an essay entitled ^'The Earthquake 
Rift of 1906" states: 

''In this fault hundreds of thousands of earthquakes, large 
and small, have preceded the recent one. In it tJie aggregate 
displacement horizontally has been very great, and the aggre- 
gate vertical displacement produced by all its mayiy earth- 
quakes, as shown by the rock strata on either side of it, ex- 
ceeds half a mile.'' 

The existence has been recognized of an old fault which 
crosses the city in a northwesterly and southeasterly direction, 
marking the westerly limits of the Franciscan serpen- 
tine formation in the northerly portion of the peninsula. It 
enters the city from the southeast, a short distance southerly 
from Hunter's Point, crosses Market street near its westerly 
termination and enters the Pacific Ocean about midway be- 
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tween Fort Point and Bakers Beach. It has been stated by 
geologists that there is little or no danger of movement along 
this old fault line because of its great geological age and the 
existence of other nearby and more recent faults. 

The susceptibility of San Francisco and vicinity to earth- 
quakes greatly increases the fire and conflagration hazards and 
makes it necessary to consider the probable occurrence and 
effect of earthquakes in the design of any fire protection 
system. 

EFFECTS OF EARTHQUAKES. 

In order to determine whether the more disastrous results 
of a severe earthquake are confined to particular localities in 
this city and to what extent the water works structures recom- 
mended in connection with the proposed fire protection sys- 
tem, may be expected to resist such a shock, the effects of the 
recent earthquake upon pipe lines, reservoirs and pumping 
plants in San Francisco and vicinity have been carefully in- 
vestigated, and consideration has been given to the destructive 
effects of other great earthquakes. The findings of this in- 
vestigation are briefly summarized below. 

When the Spring Valley Water Company repaired its 
distributing system after the fire, the locations of the breaks 
in the pipe lines were plotted on a map which was afterwards 
published in connection with the report on *'The Water St(p- 
ply of San Francisco" by Chief Engineer Herman Schussler, 
and by his courtesy is reproduced herewith. (Sheet No. 5). 

With a few exceptions these breaks may be segregated into 
several well defined groups which are located on areas of soft 
alluvium and in artificially filled or made ground and failures 
occurred in practically all such areas in which there were pipe 
lines. Investigation of the causes of the breaks located in ap- 
parently firm ground shows that the majority of those in the 
burned district were probably caused by the use of dynamite, 
by impact due to the fall of heavy portions of buildings on 
the streets directly over the pipes or by explosions in nearby 
gas mains. 

The pipes forming the distributing system of the Olympic 
Salt Water Company and the pipe system through which Mr. 
Geo. Center distributes water from his well in the vicinitv of 
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Sixteenth and Shotwell streets were affected in a similar 
manner. 

The mains of the gas company are constructed of lighter 
pipe than those of the water company, and for this reason 
and because of explosions in the drips or water traps they 
suffered more severely. The majority of the breaks, however, 
as in the case of the mains of the water company, occurred in 
areas of soft alluvium and in artificially filled or nuuie ground. 

A study of the effects of the recent shock upon a number of 
pipe systems in various cities and towns between Santa Rosa 
and Bakersfield shows that no serious injury occurred to pipe 
lines constructed in firm ground. 

Only one of the distributing reservoirs of the Water Com- 
pany, Lake Honda, was injured, and th^ damage to this was 
slight and easily repaired. 

The Spring Valley Water Company has six important 
pumping stations on the San Francisco peninsula ranging in 
capacity from five to eight million gallons per day. All are 
equipped with steam-driven pumping engines and boilers of 
the water-tube type. Their mechanical equipment suffered no 
material injury. 

Dr. Andrew C. Lawson, Chairman of the State Earthquake 
Commission, made a careful investigation of the effects of the 
recent earthquake and has prepared a map showing the rela- 
tive intensity of the shock in different sections of the City. 
(As the report of the Commission has not yet been published 
this map is not reproduced herewith.) This map indicates that 
the areas which may be considered dangerous are somewhat 
more extensive than are shown on Mr. Schussler's map, but the 
two closely conform. 

From this investigation the following conclusions have been 
reached : — 

First — The destructive effects of earthquakes in this City 
will be far greater in areas of soft alluvium and artificially 
filled or made ground, than on the higher firm rocky ground. 

Second — Reservoirs and piunping stations, if correctly 
designed and honestly constructed on firm foundations will 
safely resist severe earthquakes. 

Third — Pipe and conduit lines correctly designed and 
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honestly constructed in solid ground at sufficient depth to be 
protected from injury by falling buildings, will not be seri- 
ously affected by severe earthquakes. 

Fourth — No assurance can be had that pipe and conduit 
lines will not fail as a result of severe earthquake shock when 
intersected by a geological fault or located in ground liable to 
serious unequal displacement under violent agitation such as 
solf alluvium and artificially filled or made ground. 

A review of the studies made of other great earthquakes 
shows that investigators have generally found that the de- 
structive effects were similar* to those resulting from the 
California earthquake of April 18, 1906, namely, other things 
being equal, structures situated on firm rocky ground except- 
ing those over or near a fault plane along which movement 
occurred, suffered comparatively little damage and the serious 
effects were generally confined to areas of soft alluvium or 
artificially filled or nmde ground. The occasions when atten- 
tion has been directed to this phenomena are quite numerous. 

Archibald Geike states in his Text Book on Geology: 

**It is usually found that buildings erected on loose, inelas- 
tic foundations, such as sand and clay, are more liable to de- 
struction than those placed on solid rock.^^ This was observed 
at Port Royal, Jamaica, after the earthquake of 1692. The 
portions of the town which did not disappear were built on 
solid, white, limestone, while the parts built on sand were 
shaken to pieces. **The opposite effect has been observed on 
the Island of Ischia, the houses built on loose, subsoil having 
suffered less than the others." 

In Leyll's Principles of Oeology it is stated: ^^ According 
to the observations made at Lisbon in 1837 by Mr. Sharp, the 
destroying effects of the earthquake were confined to the ter- 
tiary strata, and were most violent on the blue clay, on which 
the lower part of the City is constructed. Not a building on 
the secondary limestone or basalt was injured." 

In John Milne's work on Earthquakes page 131 we read 
that he has been informed by ^^M. Redent of Ariquipa that 
near the City there are villages built on solid rock and others 
on marshy ground. These latter suffered much more than the 
former, which sometimes do not suffer at all, as, for example, 
in 1868.'' 
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ajg aAisuaqajdraoa b nB;sui o; pasodoad ajojaaaq; si ;i 

•iC[uo asn XauaSuauia joj ;oaCojd 
iCuB asodojd o; aadoad ao a;BnbapB ;ou si ;i ;Bq; uoisnpuoa 
aq; o; paj aABq *sa5|Bnbq;jBa aaaAas puB;sq;iAi \\iia ;Bq; s;uBid 
Suidumd puB sjioAjasaj 'sauij ;inpuoa puB adid Sui;anj;s 
-uoD JO iC;i|iqissod aq; puB *raa;sXs ;uasajd aq; jo saiouaio^aui 
aq; jo uoi;Bjapi8uoo b q;iAv jaq;aSo; *;obj siqx •;au;sip 
pa;aa;ojd aq; uiq;iM saag ^b ;b pasn si ma;s.^s aq^ ji a;aiduioo 
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i^soui aq Xiuib:^i9D \\i\\ Snim^j^ sixp puB *9sn s^i ui pauiBj; 
iC[qSnojoip aq luaui^jBdop ajg dx{i %isx{\ 'sdiouaSaauia Saunp 
i^nap^a aq o^ ai9;SiCs uoi%dd^ojd ajg b joj iCjBSSdaan si :^j 
•paAoraaj sbm suqap aip sb ami; qons \iiun a^qissaooBui uiaq; 
japuaj p|noM XinosBui jo sassBin asaq; 'sadid aq; SuT>[Bajq 
sapisag ajg aSjBi b Suunp sSuiptmq jo saaiujoo puB s^ibav 
aip raojj s;aaa;s aq; o^ut |[bj qoiqAv ^anosBoi jo sassBoi ;Baj3 
aq; Aq aoiAjas jo :^no %xid Sniaq uia:^sXs aq^ m :^jnsaj XiniB^ 
-jao pinoAv uot^onj;snoo qons sb 'a]qBjtsap !^ou si saioaaSaatua 
Snunp sjiBdaj a^B^i^ioBj poB S5|Bajq ;oa;ap iC|ipBaa o; japjo 
UI s^aaj;s aq; ui pasodxa suibui .^b^ o^ uB^d pasodojd aqj, 

•aiui:^ 
!^Bq; :^B noi^diunsuoo A[iBp aSBjaAB aq^ jo pjiq;-aao ;noqB jo 
'Xbp jad sno^BS 000*000*TS ^^ pa^unoiuB 'paqsitiSni^^xa sbav 
ajg aq; aini; aq; !^b s^ol:^aauuoo aoiAjas ua5[0jq qSnojq; a^sBM 
o; Sumuiu ja:^BAv jo :^nnoinB aq^ !^Bq:^ 'ajouii^iBg jo aaauiS 
-ua Ja^B^ *>loin^ i^ P^JJIV ^^Q pa^Biui;sa sbav %i uopoau 
-noD siq; ui :^saja:^ni jo os[b si ajouii;[Ba ^b aanauadxa aqj, 

*noi:^BjSBy 
-iioo [Booi jno jayB ua^ioaq aq o^ pnnoj ajaAV suotpauuoa 
aaiAjas 00S*8S J^ ssaoxa ui :^Bq; pa;B:^s *s5[jOj\\^ -i^^^AJL ^^ll^A 
Snudg aq; jo aaaniSug jaiq3 *ja|ssnqog uBUijajj dj^ 

•raa^SiCs aq; jo ;^Bd paJ^BUiBpun aq; jo ssauinjasn aq; 
SiCoj;8ap JO q;iM sajajja;ui ^isnoijas aaAo ;njnq i^pBajjB s;oij; 
-sip ni saoi;oaauoo ua^iojq qJBnoaq; aa;BA\ jo sso[ aq; aj^ aSjBi 
B 3nijnp SB *qSiq si pjBZBq uoi;bjSb^uoo aq; ajaqAi iC;ia b ui 
ano ui Tna;SiCs X^ddns Di;sauiop puB uoi;aa;ojd ajg ajtissajd qSiq 
B auiqraoD o; ;duia;;B o; aiqBJisapun si ;i iCaBSsaoan ajns 
-sajd |Buoi;ippB aq; puB;sq;iAv o; q;Siiaj;s ;aaiaiyns ;oa aABq 
sajn;xg Suiquinid puB suoi;aaunoa asnoq 'suiBiu aqx 'UBius 
oo; ajB suiBui Sui;sixa iCuBj^ sdrand jo soBatu Xq ajnssajd 
aq; asBajoni o; *ajij jo uijbib ob jo ;diaoaj nodn 'puB XoBd 
-uioQ ja;BjV^ -^^ll^A ^audg aq; jo iua;siCs Sai;nqia;sip ;aasaad 
aq; azi|i;n o; 'pa;sa:SSn8 uaaq sBq sb 'aiqBai;oBjd ;on si ;i 

•aiqBai;aBjdtui 
paB pasiApB i]i SB pazua;DBaBqo aq ^Cbiu raa;sXs uoi;aa;ojd ajg 
ajnssaad qSiq a^qBiiaj b aiB;uiBiu puB ;oiu;snoa o; ajqissod 
81 ;i ajaqAv s;au;sip ui aooBiiaj uibui aq; sb uoi;Bi|B;sai Jiaq^]^ 
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BajB pa^Da^^ojd aq; jo apisino pa:^Booi sSuipiiiiq jo sdnoaS pa^B^ 
-osT gni^^oa^ojd jqj puB '>[Doq8 9i|BnbTfjjBa oiojj noi;onj^sap o% 
aiqBji 8JB snia^sXs adtd aaaqM 'punoud dpma jo pang ^n^PW^^ 
JO SBajB ui iC[uo ajqBJisap si soja^sia jo asn aq; 'ijobj uj 

•sajg 
;uaidioui SniqsinSupxa ui an|BA ou jo ^W%i\ jo ma^s^Cs b qons 
japuaj p|noM ^suoi^oauuoo iCiBssaoau aq| Sui5[Bui puB ajg aq; 
JO auaos aqj o^ saniSua aq^ SaiAiBjp ui auii^ jo ssoi ^nanbasuoo 
aq:^ puB 'aiqBijBAB uja^sia b ui aa^BAv aq:^ a5[Bui o; japjo ui 
sauiSna ajg aiqB:jaod Snisn jo X;issaoau aq; *ajouuaq:^nj[ 

•:^nasajd ;b 
asn UI auo aq; uBq; ^uaio^a ssa[ uia^sXs b qons paaapuaj aABq 
ppio.w *paT:^draa ajaA\ suja^sio aq^ sb sauiSua aq^ Suiaoui ui pasn 
arai:^ aq; puB *uoi;auj o^ anp saui| asoq Suoi aq^ ui ajnssajd jo 
sso[ aqx '2 *^N ^^Id °^ UMoqs si siua:^sio qans jo uoi:^Baoi 
a^qissod aqj, 'aag aip uiojj aiiui b j|Bq pa^BU^is Suiaq ^uB^sip 
;soui aq^ *suja:^sp iCijxis jo s^ua^uoa aq; pasn aABq o% *;unouiB 
siq; ajuaas o; japjo ui 'XjBSsaoau uaaq aABq ppoAv ;^i *i(:^iuioiA 
aq^ UI Suissojo :^aaj;s qoBa ;b pa^Booi uaaq ^C^^ioBdBa suo[[bS 
OOO'OOT J^ uja^sio auo pBq puB ja^^BM joj auo^B suja;sio uodn 
^uapuadap uaaq ;uaui;jBdap aq:^ pBjj ajg siq; SuiqsinSui^xa 
ui pasn ajaAV ja:^BM jo suo^bS 000*000*9 ^i^oqB :^Bq; XuBdiuoo 
aa^BAV aq^ jo aogjo aqj ui pa:^Buii)sa sbav ;i pa^^ia aq Xbui 
ajg la^ojj tiiAipiBg aq^ *ajg aSjBi b jo i^uaAa aq; ui uia^SiCs b 
qons raojj pa^aadxa aq iqSiiu ^BqAV jo uoi^Bj^sn^i ub sy 

aSjB] ajB sSuipimq aq; aaaqAv |ou; 
-sip AUB UI loj^uoo aag aAi^aajja joj ^uaio^gaui aq o; sb paja; 
-^BDS OS aq ppoM. iC]ddns aq; ;nq 'suBaui siq:^ iCq pajo;s aq iCBoi 
ja^B^w JO sai:^i:^uBnb aSjB[ ^Bq; paziuSooaj si ;i -sauiSua aag 
JO adX; ;uasaad aq; iCq padmnd aq ubo ja:;BM qaiqAv raojj q;dap 
pa^iuii] aq; puB sajn;atu:^s punoj^japun Sui^sixa jo uoi;i8od aq; 
*s;aaj;s aq; jo sq;piM puB sapBjS aq; iCq suohbS 000*001 ^^loqB 
o; pa;iiuii si sai;i|Booi ;soiu ui suja;siD jo X;iaBdBD aqj, 

•;uaiD55nsui aq o; papnpuoa *uoi;B3i;saAui 
ja;jB 'uaaq SBq *noi;BJ^guoD iBjauaS b jo pBajds aq; Sui 
-sioaqa ui ;sissb o; asn iCoua^jauia joj a^qBjisap puB ';qSi8 ;sjg 
;b aAi;aBj;;B aiiqM 'sauiSua ajg uiBa;s aiqB;jod iCq ajg b jo 
auaos aq; o; padrand aq ^Cbui ja;BM pajo;s qoiqAv raojj *s;aaj;s 
aq; ui suja;8io jo jaqumu aSjB| b ;onj;suoo o; auiaqos aqx 
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SI g^sudmvd^s,, imiptaipui ^o fioudioifja dm Sdsvo fiuDiu nj 

%08 fiotiaioifjj Jo 9dv^u90uaj 

,, 006*SS fiipDdvo ivnpY 

suojpd 008*69 fiiiyodvo ivutiuox 

201 papa^ saiudua Jo uaqtun^i 

: fU^unoo am ui s^uam^uvdap fi^io paq am 
Jo fluvm Jo ^tiatudinba aoiauas luouj tuopuvu po pa^oid saui6u9 
auij mvap Jo spa^ piaoau Jo fiuviutuns v si dupwjioj ayx,, 

luoi^Bioossy 8Ai;oa:^ojj; 
^^]ti lBnoT!^B^ an; jo aoiauag aM£ jloJ sma\sfi^ aunssajj udtg 
no aa;;iunnoo aq; jo ;jodaj b\i% raojj ^DBj^xa SuiAvonoj aq; 
Xq OAioqs SI sb 'auiqoBui b sb Xauaioiga ui Sai:^nBAi si au;Sua 
ajg raBa;s a^qB^Jod aq:^ 'ajouuaqjanj; "\i SniqsiuSui^xa jo 
iC^inogjip aq:^ sasBaaaui iCj^^BaaS qaiqM *ajij b uo ja^B.w :^ui;^aS 
up Xbpp b si ajaq; X^i^uanbasuog asn ui aaB sb sn^BJBddB 
XABaq jaqjo puB sauiSua qons aAoui Xi5[ainb o:^ (^piogjip :^i a>[Biu 
's^aaraaABd Jtio jo uoi;ipuoD axp q;iM jaq^aSo^ 'sapBjS asaq; 
puB 'sauiSua pazis jaSjBi aqj asn o; aiqBDi^oBjduii ;i a>[BTn 
8:jaaj;s jno jo Xubiu jo sapBjS daa;s aq; asriBaaq ';uaio^an; 
aq ||iM saniSna ajg oiBa^^s a|qB^od si aauBiiaj niBtu asoq.\i 
AiiQ siq; joj raa^SiCs uoi:^oa^ojd ajg Xub ^Bq^ :^aBj b si %i 

•Avoiaq pajapisnoD ajB sauo ;uaniuiojd ajoui aqj :^uq 
'suB^d dsaq:^ jo \\b ssnasip o; apBui aq him. ;draa;:^B ox "pa^sa^ 
-2ns uaaq aABq X^ia siq^ joj uopoa^ojd ajg a^qB^^ms SaipiAOjd 
JO spoq^ara jo jaqumu b uoi:^BjSByuoa i^uaaaj oq^ ^^tiig 

MajLSAS aHiissaHd hoih 

V ONiaNaioMOoaa no^ SNLOsvaa axy 

NOiJLoaxoadE aaM ao saoHian aaj^saoons 

•oi;Bino;nB 
*Xbav b ui 'sainooaq sai^np Jiaq; jo aouBuuojaad aq; :^Bq:^ P^ll^P 
OS aq uoi:^Bjado s;i joj ajqisuodsaj uara aq; ;Bq; puB uSisap 
^saiduiis aq; jo aq X;io siq; ui asn joj pasodojd uoi;oa;ojd 
aj^ JO raa;siCs Xub ;Bq; XiBssaaau 'ajojaaaq; 'si ;i '^uaui^pnC 
Suumbaj sai;np uuojaad o; uodn papuadap aq ;ouubd uain 
'aauajjnoao 3uiXjijaa; puB uaasajojun ub A({ paanpojd ;uaiua;iD 
-xa ]B;uani ;ua|oiA jo ssaj;s aq; japun ;Bq; SMoqs sa3iBnbq;jBa 
;BajS JO iCjo;sTq aq; jo MaiAaj y •aauB;jodnn jo si saauB 
-qjn;sip qons o; ;oaCqns suoiSaj jo s;uB;iqBquT aq; uodn j^aoqs 
a5(Bnbq;jBa aaoAas jo s;oa^a iB;naai aq; jo Tioi;Bjapisuo3 
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•jd^«l passnosip 9jb s^uaraaSnBjjB siq;^ jo S|iB;ap aq^j, 
'lua^^s^s dq:^ jo :^S9j oq; oiojj pa^DauuoDSip ^i^^draojd pan iC|ipB9J 
aq u«D iCaq; :^Bq:^ pauuBid os U9aq dABq punojS a^qBisan jo 
SQdJB ni ma^^SiCs ^ai^nqu^sip aq:^ jo snot^od aq^ pan ^pnnoaS 
pr[os ui pa^Baoi aq him. saui^ adid niBui ^b :^Bq:^ apBiu os uaaq 
aABq iua;si£s gui:^nqu:^sip pasodojd aq; jo uoi^Bjado puB uoc^ 
-BnB^sui aq; joj suBid aq; snoisnpuoa asoq; jo ;psaj b sy 

•;oa;ojd o; 
pan^isap si ;i qaiqAv sSuipimq jo X^uoCboi ;BajS axp uBq; 3[0oqs 
B qans o; aauB^sisaj ja;BajS jbj b pjoj^B ni^ 'panB;sui Xjjsa 
-uoq puB pauSisap Xpaajjoo *sam[ adid puB suot;b;8 Snidumd 
'sjioAjasaj JO pasodraoo raa^sXs uoi;aa;ojd ajg b ;nq 'atu; 
p|oq ;ou Aism \s a^Bd uo panot;uaui suoisnpuoD aAoqB aq; sasBa 
qons uj -aiqissod si '906I '81 IP^V P ^^^^ ^^"'^^ a3iBnbq;jBa 
aaaAas aaoui qonui b jo aauajjuooo aq; ;Bq; paziu^oaaa si ;i 

•punojS 
;jos uo uBq; iC}[aoj uo ;iaj iC|;uanbajj puB ^i2uoj;s ajom 
iC]iBjaua2 ajaM s^aoqs aq; 'fisi }o as^Bubq^iBa puB^Sua Ma^ 
aq; Suunp 'puBisj Suoq ui ;Bq; os|b puB 's|iiq aq; jo sapis 
aq; uo ;uapiA ;soin aaaM gggx jo a3[Bnbq;aBa puB^Ba^ Aia^ 
aq; jo 8;Daj^a aAi;atu;sap aq; ;Bq; pa;B;s uaaq os^b SBq ;i 
(t'W^Q^ 95 ^^6^^u umo^ crtdu d%[^ ipi^cn uo salts ^no o[uvxa 0/ epviu 
ud%1^ dudm i(Oi^(n suoiivaj^dsqo ai/^ /o dSvpwapv oiooi ^udiu 
-uudaoQ 91(1 ^viii ^vi^os[ Jo putyist ipnus 91/^ oi pauijuoj svm 
iiot^cn *g88I /^ 90uvqjn!istp 9%[i ud^/p pd^j^tnuL os svm siiix,, 

^/^som pdudj/ns dcimi punoud ddmoj dill uo s6uipi%nq 
imti ^Sdouvqun^sip jvooj uoj udao ^punoj fip>u9U93 st ^i puv *9Mj 
fijdat^iDuvdmoo Udad(no\[ *9uv uojiduosdp st/q^ Jo Sdouv^sui,, 

^/p>nb9 fifivoiiovud uddq 
sdvii^dVAOS davq ^sduipjinq pdjd^^viis fiq pd^xqiyxd sv ^punoud 
cnoi puv i(6ti( 91/^ Jo s^uomdaoui ^v^ii vidds pinocn ^i *^68I 
'SS ^^^f '^0 ofioiox ut dsvo 91(1 SVM sv ^pdoududdxd uoaq svi{ 
luaxudaom fUoyossnoons v X(Oji(ni :^noxi6noux(i ^vauv pj^udoidd 
nv Ui pd^vn^ts Sdovjd ui 'i^som udj/ns 0; ^2^^W ^•'^ 'lonbd duidq 
sdmm dd^i^o ip> ^sdovid pd^vnixs flifjoj puv i(dii( ?oi/^ uoiutdo 
Jo SI 9X1 ss9i9xiiJL9adsi 'sutvid 9X11 ptiv xunimifiv 9xii xiodn uvx^ 
Sfiixi pxiv opod 9X11 xiodn pdivniys Sdovid 9dOxu 9U9m 9uam pyqi. 
}avj dxii 01 9np U99q 9avx( fivxu 's}[dvxuau 9xi *sixi% ^nq ^sivu9i 
'Vxu d9xiio uo fivp 9S001 uodn xivxn ^oou 9?/^ xcodn pafloj^sap 
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dm fiq pa^v^svaap pu^stp 9^ /o Uaauns n% ua^/v ^^anvpi,, 
:sa;B^s 9q 'g^x ^^^^ ^ftdojomsiag uo >[JOAi s^auiij^ uj 

ajBj ApAi^BjBdraoo aae SdouB^sai nans ;nq 'pa^ou 
uaaq 8ABq punooS ^CifDOJ jo uug jo ssaaB aq; ui aa^isajS aaaM 
s^aajtja aAt:^aTu:^sap aq;^ ;Bq^ 'XiauiBu *:^Daj^a a:^isod€[o aqx 
(t'jntnoj aq o^ st uoipiuisap /o \unmiTDm ai(^ ^siiwjd imannv 
uod7i puD Uaaamoii t/puvi apmu,, pajjvo-os uaaQ nmus fipaj^ 
-fyidd St a^vnh^^dva uv tuouj aOvvuvp atii 'auDid ^jnvj v uodn 
paavidsip fi2p)n^ov uaaq aavxi ftay:}. dda'kim o? dvau fiuaa uo uaao 
fdaoxa *sa6pai fi^ood uodfi 'punodd da^/os ai(^ tiodn punoj 
St ^p)nba 6maq sdiitt{^ damo ^saoprthxipiva vwd^ uotprid^sap 
paivddd a\i^ ^mi^ ito^DOdasqo p)daua6 da^vd lo %yDJ. x> n %i^^ 

: sa^B^s 
aq ^a^imxh\i%dr>^ uo 3[jom i^naaaj ^sqqojj ^jaqjajj vi^ uj 

suqap Xq s^oBjpXq ajg aq; 
JO i^unq aq;; puB s|ibm. 2ni||Bj ^q paanCui Suiaq sani^na aq; 
o:; aup .{{aSj^i sb.vi a5iBnbq:;jBa alp J^JB iC|a;Bipararai pa:^B;s 
qoiqA\ sajg axp ;qSg o; aa^BM ajnoas o; ajn[i«j aqx "pa/^ta«p 
^WV\ ^^^^ oia^Si^s Sni:;nqu';sip aq; m sni«ra aqj^ 'iCiddns aq; 
JO ?JBd ^o ;no ;jaA[nQ adojj aq; ui s^Bajq « puB pa>iDBaa ;BqM 
-ai;ios SB.W ;a«;suoo Jean jioAjasaj aqj, paqjn^sip Xi^sajS ;ou 
ajoM sajn;oTu;s sjjjom Ja;BAV aq; uo;saui3 jo X;i3 aq; uj 

•lBua;«iu ]B;ij;ap 
|BiAn[iB JO sBajB o; pauguoa aaa.w uoiptu^sap ;sa;BajJ^ jo 
suoi/^aj aq; ;Bq; paAjasqo sbm !;i ^aJi-Biibq^jBa uo^sa^aBqQ aq; jo 
;Bq; os|b puB *X;id siq; ui '906I *8T IH^V J^ ^faoqs aq; jo ;Bq; 
papaaoxa pa;B;s uaaq SBq ;i qoiqAv jo A';isua;ui aq; *BoiBuiBf jo 
puB[si aq; ui *2,06T *fT '°^f J^ a>[Bnbq;aBa ;uaDaj aq; aa;jY 

•pa;aidraoa aaaAv 
saiBdaj aq; sXBp jnoj ui puB 'ajaqAVAjaAa paoinsaj sbav aaiAjas 
*8Xbp o.w; ui *jaAaAvoq i auii; ;joq8 b joj asu jo ;no ;i ;nd sj[Doqs 
aq; *Avau sbm qoiqAi *raa;sXs sjfjoAv ja;BM aq; o; pjBifaj uj 
•uMo; aq; jo ;jBd jaq;o Xub ui uBq; ssai ^^^^ s;^9if^ a3iBnbq;jBa 
aq; *Xuo{od u^iajoj aq; Xq patdnaoo si qaiqAi *//i^ HSilGu^ 
SB UAV0U51 ;au;sip q-^iq aq; uj puB^ avo^ aq; pjBAvo; ;daaxa 
*|BiAij; AiaAi;BJBduioo sbm a^BiuBp aq; ^/puff^Q nouvq^, aq; 
SB UAV0U5( 'iC;iD aq; jo ;jBd uja;sBaq;nos aq; uj puBi panj; 
aq; uo asoq; uBq; ssa{ jbj pajaj;ns punooS uui; aq; uo pa;Baoi 
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sSnipimq aqj^ 'o^uanj aq^ s« umou>i 'uavo^ aq; jo %i^d J8p]o 
eq; ui pd^Bn:^is 9jb sja^aao iBiojaiuiuoo pae [BpaBug aqx 

*8noi:^da8 jaq^o aq; ai 
aeq:^ ajaAas ajom qaniu aaaAv s>[aoqs aq^ jo s;aa^a aAi^aiu^sap 
aq; s;ou;8ip asaq; uj -panoj^ P^llS ^^^ scajB paidnaao aq; 
JO s^jBd poB osiBjBdfB^ }o X«a aq:^ no pa^^Biuis si if^io aqj^ 

'9061 *9l '^ny jo a5iBnbq:^jBa ajaAas ^[iBnsnun 
aq^ Ja:^}B osiBJBdiB^ ;^b paAjasqo sbm Bnaoionaqd auiBS aqj, 

'8881 ^\ BioiaaioiBSBQ 
;b puB ^*i8X ni oumnag :^b pa:^on ajaM saoi^ipnoa araBS aqx 

^/punoj6 day6pi fDutdtuo d^ 
uodn uDi[} punou6 9pmu uodn .idpya^G wm uoipru;sap d^ dinu 
fvuduad V sv,, i^m pa;B;s a5[Bnbq:nBa uo^safaBq^ aq; uodn |uain 
-iuaAO£) g *|X aq; o; Sui^jodaj ui *y g 'i\ *uo:unQ Cbjv; 

•snoiujona 
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The wind was blowing with a velocity of forty miles per hour 
at the time. The fire jumped over Globe Elevators 1, 2 and 3, 
located about 2,000 feet to the east, and destroyed the Grand 
Republic Mill and Elevator, the Minkoba Mill and Elevator 
and the Freeman Mill and Elevator and then made another 
big jump to a shipyard and to a group of mills a mile from 
the starting point. 

Furthermore, in reaching conclusions regarding the neces- 
sary width of streets, which are also to serve as fire barriers, 
consideration should be given to our large percentage of frame 
buildings with shingled roofs, our winds of high velocity, 
and the consequent fact that during a large fire in the frame- 
building district, the wind would probably scatter a number 
of dangerous fire brands to leeward. 

In view of the above facts, and since it has frequently been 
found impossible during great conflagrations, to approach 
within five hundred feet of a fire on the leeward side, on 
account of the great heat, it is believed that no material 
reduction in the conflagration hazard of this city will be eflPected 
by any widening of the streets that is practicable at the pres- 
ent time. 

INDEPENDENT HIGH PRESSURE FIRE PROTECTION 
SYSTEMS IN OTHER CITIES, 

Independent high pressure fire protection systems have 
been in successful use in American cities for about nineteen 
years, and it may be said that their installation is no longer 
an experiment. 

The accompanying table, Plate No. 4, shows the character- 
istics of the present and proposed systems in a number of dif- 
ferent cities. They may be divided into three classes, depend- 
ing upon their method of supply, as follows : 

First Gravity systems in which the water is supplied to 
the distributing system from reservoirs located on high ground 
in the vicinity of the area to be protected, such as are at 
present in use in Newark and Providence. 

This method of supply possesses decided advantages over 
all others because of its positiveness and economy of operation 
and the short time required to get the water on a fire. It is 
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not necessary to telephone to a central station and start pumps 
or to make connections with fire boats, and it possesses none 
of the various uncertainties inherent to complicated mechanical 
equipment 

Second. Pumping systems in which the water is forced 
directly into the high pressure pipe system by pumping 
engines located in permanent stations. 

This type of system is of proved eflSciency when properly 
designed and operated and is desirable for use in cities where 
the topographic conditions will not permit a gravity supply. 
The most notable examples of this type of service are the 
Brooklyn and New York systems. 

Third. Pumping systems in which the water is forced 
directly into the mains by pumps located on boats. This sys- 
tem was lie first to go into use, being adopted by Cleveland 
and Milwaukee in 1888, and at present it is also utilized in 
Boston, Butfalo, Detroit and Chicago. 

Though valuable for emergency use, it is believed liiat 
systems of this type are much over-rated for every day em- 
ployment. They lack in quickness and eflSciency. In a num- 
ber of the Eastern cities during the winter, the distributing 
pipes are drained after each fire to prevent freezing, and con- 
sequently much valuable time is lost after an alarm is received 
in refilling them. Furthermore, the fire boats themselves are 
often required to be away from their moorings, and therefore 
they cannot be considered reliable sources of supply. 

TYPES OF SERVICE. 

Before proceeding with a discussion of the quantity of 
water and the pressure at which it is to be supplied in the 
proposed system it will be necessary to describe the various 
methods which are to be used in applying water to a fire. 

It should be possible to obtain from a comprehensive fire 
protection system the following diflferent types of service. 

AUTOMATIC SPRINKLER SYSTEMS. 

Automatic sprinklers are devices so constructed that when 
the surrounding air is heated to a predetermined point they 
open by the fusion of a small strip of alloy and discharge a 
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spray of water. They are located upon pipe lines suspended 
from the ceiling. 

Systems of two different types are employed, namely wet 
pipe and dry pipe systems. The latter are installed where 
pipes are exposed to low temperature and the former in all 
places where there is no danger of the water in the pipes 
freezing, and thereby putting the system out of service. The 
wet pipe system possesses decided advantages over the dry 
pipe system, because of its simplicity, and is the most suited 
to the conditions existing in this City. 

This type of service is recognized as the most efficient 
known means of fire extinguishment. When properly installed 
and maintained ready for service, this system may be depended 
upon to automatically extinguish or check any incipient fire 
in the building-in which it has been placed, and to prevent or 
retard the entrance of nearby fires. It is of particular value 
in the protection of buildings with large floor areas, such as 
theatres, department stores, planing mills, box and furniture 
factories and warehouse, etc, where draperies, large quantities 
of merchandise frequently piled to the ceiling, or the inflam- 
mable nature of the contents render it impossible except in the 
very earliest stages to get at the seat of a fire with hand-held 
streams. 

For satisfactory service these systems require a continuous 
supply of water under a pressure of not less than twenty-five 
pounds per square inch at the highest sprinkler level. 

They have been installed in a few instances in this city, but 
owing to the refusal of the Spring Valley Water Company to 
permit sufficiently large connections to their mains, it has been 
necessary to supply them from gravity or pressure tanks. 
Besides greatly increasing the expense of installation this is 
not entirely satisfactory on account of the limited amount of 
water that it is practicable to store and the danger of the tanks 
being overthrown by an earthquake. 

The advisability of permitting permanent open connections 
between fire mains and sprinkler systems has been questioned, 
but, as is shown below, the value of such connections to the 
whole community is so great that no high pressure fire pro- 
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tection system in which they are prohibited can be considered 
fully utilized. 

For effective service the diameter of these connections 
should be upwards of three inches, depending upon the size 
of the building and the character of the protection. 

The principal argument against allowing open connections 
is that, should a fire get beyond control in a building equipped 
with a sprinkler system supplied through an open connection 
to the fire mains, or should such a building collapse, the in- 
terior piping would be ruptured and the efficiency of the entire 
fire protection system of the city might be reduced because 
of the residting loss of water. 

Under ordinary conditions a fire cannot get beyond control 
in a building properly equipped with automatic sprinklers. 
However, it is conceivable that such a disaster might be caused 
by part of the system being out of use, by an explosion within 
the building or by the collapse of the building. It is also 
possible that the connection might be ruptured as a result of 
an earthquake or that the building might be burned by a fire 
originating outside. 

Should any of these contingencies occur the system could 
be cut off if desirable, by closing a shut-oflf valve on the con- 
nection near the street main, or in case this valve were not 
accessible, by closing the shut-oflf valves on the street main 
at the adjacent street crossings. This latter method might 
involve shutting oflf the supply to hydrants and other private 
fire protection systems, and judgment would have to be used 
as to whether it would not be advisable to retain these nearby 
hydrants and systems in use and allow a portion of the water 
supply to run to waste through broken connections. 

A further objection to permitting such connections is that 
water may be drawn from them for other purposes than fire 
protection. It is possible to prevent this by the use of sealed 
valves and by the rigid enforcement of severe penalties for 
tampering with the system. 

In the published Proceedings of the Eleventh Annual Meet- 
ing of the National Fire Protection Association is a summary 
of the results obtained from the use of these sprinklers for 
eleven years. Out of 5,313 fires which occurred in buildings 
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equipped with automatic sprinklers, during the years 1897 
to 1907 inclusive, 4,982, or 93.76% were either extinguished 
by the sprinklers or properly held in check so as to allow of 
easy extinguishment by such outside aid as was at hand. Of 
the 331 cases (6.23%) in which fires were not controlled by the 
sprinklers, the greater number of failures were attributable to 
defective water supply, old style ineflficient sprinklers, insuflS- 
cient equipment or closed gates. 

From the Fire Insurance Stntistics printed in the Report 
of the Committee of Twenty we find that out of a total of 5,635 
fires which occurred in this city in five years (1900-1904) only 
4,948, or 87.8%, were confined to the localities in which they 
originated, and that 687, or 12.2*^, were communicated to 
adjoining buildings. 

When we consider that sprinkler systems have, as a general 
rule, been installed only in buildings which have been con- 
sidered extra hazardous or in which large stocks of goods 
are carried, and that the statistics for San Francisco cover 
fires in all classes of buildings, the remarkable efficiency of 
sprinklers in extinguishing incipient fires is apparent. 

As a device for preventing the communication of a fire in 
the vicinity to the contents of the building in which it is 
installed and thus acting as a fire break, the automatic 
sprinkler system is hardly less valuable than for extinguishing 
an incipient fire. 

It is doubtful whether enough heat can enter through the 
wall openings of a well-constructed so-called fireproof building, 
thoroughly equipped with automatic sprinklers and provided 
with an adequate water supply, to result in its destniction by 
fire. This was demonstrated in the recent Boston fire, where 
it is admitted that the Brown-Durrell building, equipped with 
automatic sprinklers, checked the spread of the flames suffi- 
ciently to enable the fire department to regain control and so 
saved the city from a general conflagration. 

The installation of automatic sprinkler systems will greatly 
reduce the fire and conflagration hazard of buildings in which 
they are placed and will enable the owners and tenants of such 
buildings to secure desirable additional insurance and at lower 
rates. This saving, however, on the part of the individual 
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property owner should be considered as merely incidental to 
the benefits conferred upon the community as a whole in 
decreasing the possibility of a small fire escaping control and 
in furthermore providing a most effective fire break in the 
path of a possible conflagration. 

It may be advocated that automatic sprinkler systems can 
be installed with a closed connection to the street main, to be 
opened upon the arrival of the fire department, or with a 
Siamese inlet outside the building near the street level, to 
which hose from the nearest hydrant can be attached. 
However, as considerable time must elapse between the break- 
ing out of a fire and the arrival of the fire department, such 
systems can in no way be compared in efficiency to those 
furnished with an adequate supply of water under constant 
pressure. 

CONCLUSIONS AND RECOMMENDATIONS REGARDING AUTOMATIC 
SPRINKLER SYSTEMS. 

After a careful consideration of the possible injuries that 
may result to the proposed fire protection system because of 
open connections, the great importance of extinguishing all 
fires in their incipient stages because of the immense values 
housed in frame structures in this city and the proved effi- 
ciency of private fire protection systems of this type when 
provided with a continuous supply of water under adequate 
pressure, it is recommended that open connections with auto- 
matic sprinkler systems be permitted, subject to the following 
restrictions : 

Sprinkler systems may be connected directly with the fire 
mains by an open connection or connections not more than 
four inches in diameter, equipped with a shut-off valve in the 
street. They should be installed and maintained at the ex- 
pense of the property owners under the direction and subject 
to the regulations of the Chief Engineer of the fire depart- 
ment. 

INSIDE HOSE STREAMS OR FIRST STREAMS. 

Streams of this type may be supplied from hose connected 
with a building stand pipe which may or may not be directly 
connected to the street main, or from hose carried into the 
building by the fire department. Building stand-pipes should 
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be fitted with 1^ inch and 2^* inch hose connections, with 
shut-off valves on each floor. If directly connected to the 
street main they should also be provided with a shut-off valve 
located near the main and under the sole control of the Chief 
Engineer of the Fire Department. 

For use immediately upon the discovery of fire and before 
the arrival of the fire department, gravity or pressure tanks 
should be kept connected with the stand-pipe, or if it is 
directly connected with the street main, the shut-off valve 
should be fitted with a by-pass of sufficient area to provide 
the water for not more than eight streams from half inch 
nozzles under twenty-five pounds nozzle pressure, each fed 
through one hundred feet of 1>4 inch hose. This is about the 
maximum stream that one man can successfully turn on and 
operate. 

If there is no main in the street, or if for any other reason 
the building stand-pipe is not connected directly with the 
main, it should be provided with a Siamese inlet near the street 
level. It may then be put into service upon the arrival of the 
fire department, by being connected with ordinary fire hose 
to an adjacent hydrant. 

The local fire department provides this type of service by 
leading from the hydrant or engine to the front of the burning 
building a 2% inch hose, to which they attach a 1^ inch hose, 
100 to 200 feet in length, equipped with a smooth bore shut-off 
nozzle from three-eighths to three-quarters of an inch in 
diameter, or by using similar hose from a chemical engine. 
The 1^ inch hose is carried into the building, and on account 
of the short time in \V'hich the seat of an incipient fire can 
be reached with this light and flexible hose, over 80% of all 
fires are extinguished by its use and with a minimum of 
damage by water. If, upon the arrival of tho department, 
the fire is well under way, or cannot be extinguished with a 
stream from the small hose, the two and three-quarter inch 
hose is carried into the building and used with a lA inch 
nozzle under from thirt}' to forty pounds per square inch 
nozzle pressure. 

The statements as to many advantages of open connections 
between automatic sprinkler systems and fire mains apply 
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with equal force to simlar connections with building stand- 
pipes. Therefore, it is recommended that the installation of 
such connections be permitted under the following restrictions : 

Stand-pipes for inside service in Class A and approved 
reinforced concrete buildings may be connected directly with 
the fire mains by an open connection equipped with a shut-off 
valve in the street, under the sole control of the Chief of the 
fire department. When the diameter of this shut-off valve 
exceeds two inches, it should be kept normally closed and 
water for use before the arrival of the fire department supplied 
through a by-pass not exceeding two inches in diameter. 

In all other than the above types of buildings, the fixed 
stand-pipe is to be provided with a Siamese inlet near the 
street, which can be connected to the nearest hydrant upon the 
arrival of the fire department. To provide fire streams prior 
to their arrival, a permanent one and a half inch open con- 
nection, fitted with a gate valve near the fire main, may be 
permitted. 

OUTSIDE HAND HELD HOSE STREAMS. 

Outside hand held streams are used for fighting a fire 
from outside a burning building. Smooth bore nozzles from 
one and a quarter to one and three-quarters inches in diameter 
with nozzle pressures up to seventy-five pounds per square 
inch, are desirable for this type of service. 

The discharge from V/4 and 1^4 ii^ch smooth bore nozzles 
under 75 pounds nozzle pressure is approximately 394 and 771 
gallons per minute, respectively. Experience has shown this 
to be about the maximum hand held stream that can be safely 
utilized even by trained firemen. 

About one-third greater length of hose is run out and used 
in furnishing this type of service than the distance in a 
straight line between the hydrant or engine and the nozzle. 

As the loss of pressure in hose lines due to friction is very 
large because of the high velocity of flow, it is necessary in 
order to provide effective streams to so locate the hydrants 
in a fire protection system that no leads longer than 400 feet 
will be required. 
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MECHANICALLY HELD SEMI-PORTABLE STREAMS DISCHARGED 
FROM THE GROUND. 

The local fire department utilizes a battery wagon when 
large quantities of water at high nozzle pressure are required. 
When in use it is operated by one man and is braced in order 
to take up the recoil. It is so constructed that it can be fed 
through six lines of hose and is provided with a number of 
interchangeable smooth bore nozzles from 1^ to 2}i inches 
in diameter. Nozzle pressures up to 140 pounds per square 
inch have been successfully used. 

Another mechanical device which is used for holding high 
pressure streams consists of a bar of steel about four feet in • 
length with one end pointed and the other equipped with a 
cross piece and straps. This is strapped to the play pipe and 
the pointed end fixed in the pavement or ground. Four men 
can safely hold and direct a stream from a two-inch nozzle 
under seventy-five pounds nozzle pressure when thus equipped, 
but they canot readily change their position without shutting 
off the water. For this type of service it is desirable that 
smooth bore nozzles 1^ to 2 inches in diameter, with not more 
than 75 pounds nozzle pressure, be used. The employment of 
higher pressures than this, in connection with streams from 
the ground, is not necessary or advisable, as the widths of the 
streets are such that the angle of discharge renders such 
streams of little or no use above the fourth or fifth stories. 

STREAMS FROM PORTABLE WATER TOWERS. 

These are mechanical devices employed to elevate the nozzle 
to the second or third story windows of a burning building. 
They are so constructed that the nozzle is controlled from the 
ground. When they are employed the hydrant pressure must 
be increased sufficiently to overcome the loss of pressure due 
to friction in the hose and. tower and to provide for the differ- 
ence in elevation between the nozzle and the hydrant. 

There are two water towers in use by the local fire depart- 
ment, the nozzle of one may be elevated 52 feet and the other 
76 feet above the street and they may be fed through 6 and 
8 lines of hose, respectively. Each is fitted with a smooth bore 
nozzle 234 inches in diameter and is provided with a battery 
in front, which is fitted with interchangeable smooth bore noz- 
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zles from Iji to 234 inches in diameter. Pressures up to 
150 pounds per square inch at the base of the stand pipe have 
been effectively utilized with these towers. Four men arc 
required to operate one. 

STREAMS FROM HYDRANTS ATTACHED TO METAL STAND PIPES 

ON BUILDINGS. 

Metal stand pipes should be 6 inches in diameter and pro- 
vided with a Siamese connection at the base and with hose 
connections at each story and on the roof. Upon the arrival 
of the fire department, in response to an alarm, connection 
with ordinary hose can be made between the Siamese and the 
nearest hydrant. When the water is turned on it is avail- 
able for immediate use at each hose connection. ^letal uni- 
versal nozzles can be attached to the various outlets of such 
stand pipes and used to advantage to discharge streams 
across the street into nearby burning buildings in the same 
manner as a water tower. Hose lines can also be connected 
to these outlets and the streams used to protect the building 
from nearby fires. 

The pressure necessary for this type of service depends 
upon the elevation of the tops of the buildings. It is desir- 
able that with 100 feet of 2.>i| hose and a 1 5-16 inch smooth 
bore nozzle, 75 pounds nozzle pressure be available on top of a 
building 100 feet in height. 

No open connections should be permitted between fire 
mains and stand pipes for furnishing the above type of 
service. 

OPEN SPRINKLERS OR WATER CURTAINS. 

Systems of open or exposure sprinklers are in effective 
use. They provide a means of preventing fires entering a 
building from without, through openings such as windows, 
etc., and also protect the exterior of a building by iniui- 
ing, when required, the immediate presence of water economi- 
cally and effectively distributed at exposed points, such as 
over windows and at cornices, eaves, etc. 

The system consists of a number of special sprinkler 
heads which are always open. These are distributed outside 
the building over windows and at such other points as are 
liable to be severely exposed to a fire from without and are 
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attached to dry pipe lines which may be located either within 
or without the building. These distributing pipes may be 
fed from a dry building stand pipe provided with a Siamese 
at its base near the street level to which hose lines from the 
nearest fire hydrant may be attached. 

Such protection is especially valuable in high valued dis- 
tricts where the streets are narrow and during a fire, the dis- 
tribution of water by means of such a system is far more 
effective than the usual method of application from hose 
streams. It can be installed in such a manner as not to 
disfigure the building. 

In order to insure successful operation, these systems 
must be supplied with water under adequate pressure from 
some constant source of supply. No permanent connections 
should be permitted to the fire mains for this type of ser- 
vice, because of the loss of water that may result from their 
being opened during a fire when not needed by persons not 
connected with the fire department. 

WATER SUPPLY. 

There is a popular belief that any fire protection system 
devised for San Francisco should obtain its water supply 
from the bay or from the Pacific Ocean. Although these 
inexhaustible sources will furnish a valuable emergency sup- 
ply, the following serious objections to the use of salt water 
imder normal conditions require consideration. 

Iron pipes will be used in the distribution system, and 
many parts of the hydrants and gate valves will be of brass 
or bronze. It is a well-known fact that the life of iron pipes 
when used for carrying salt water is materiaUy less than 
when used for conveying fresh water. Furthermore, when 
dissimilar metals, as there would be in gate valves and hy- 
drants, are exposed to the action of salt water, a galvanic 
action is set up which rapidly destroys them. No reliable 
method of preventing this deterioration of pipe systems and 
their appurtenances has as yet been devised. 

A thick growth of mussels, barnacles and sea grass soon 
becomes firmly attached to the interior of pipes which carry 
salt water and greatly reduces their capacity by decreasing 
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the area and increasing the roughness of the surface. These 
growths may be removed by scraping the pipes or by flush- 
ing them with hot water and it is claimed that fresh water if 
frequently forced through them at high velocity, will accom- 
plish the same result. While in some cases, where the pipe 
lines are short, they may be cleaned by such methods, the 
necessary frequent cleaning of the mains, in the extensive 
system proposed, besides interrupting the service, would be 
practically impossible. 

It has been suggested that marine growths and the corro- 
sion which take place in a salt water pipe system, may be 
avoided by keeping the mains filled during normal condi- 
tions, with fresh water under pressure and that after use in 
extinguishing a fire with salt water the mains may be flushed 
and refilled with fresh water, the system being supplied with 
fresh water from the regular domestic service through connec- 
tions provided with check valves, to prevent the salt water 
from backing into the fresh water system. It is estimated 
that the proposed high pressure fire protection system will 
be used about three hundred times a year for extinguishing 
fires, and ohat thirty-two million gallons of water per year 
will be required for this service. It is impossible to deter- 
mine the amount of fresh water which would be used to 
flush out the mains if the above plan were adopted, but as it 
will require about three and a half million gallons to fill 
them, it is evident that it would be greatly in excess of that 
used for extinguishing fires. In other words, the adoption 
of the above plan would result in an extravagant use of 
fresh water. 

The use of salt water to extinguish small fires is not de- 
sirable as in many cases the damage done by water would be 
greater than that due to the fire. 

Owing to the rapid deterioration of pipe systems carrying 
salt water, the difficulty of keeping them in eflBcient condi- 
tion, and the damage resulting from the use of salt water 
in small fires, the proposed system has been so planned that 
the pipes will be kept filled with fresh water which will be 
used to extinguish all but the very largest fires. 

In selecting the fresh water supply, consideration has been 
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given to the following sources: The Spring Valley Water 
Company's mains, Lobos Creek and systems of bored wells 
in Golden Gate Park and in different localities in the pro- 
tected area. 

It is not considered advisable to depend for so important 
a service upon the mains of the Spring Valley Water Com- 
pany, because it does not, at present, appear probable that 
that company will, at all times, be able to deliver the neces- 
sary water, and because the primary source of supply should 
be directly under the control of the city. 

Estimates of the cost of securing water from other sources 
show the systems of bored wells described below to be ade- 
quate and the least expensive. 

Investigations regarding the number and yield of bored 
wells in various sections of the city have been made, and it 
has been planned to install two systems, one near 7th and 
Harrison streets and one near Sixteenth and Shotwell streets. 
These wells are to be bored in the street and will be distributed 
over a considerable area in order to insure a sufficient supply. 

From these wells the water will be pumped and stored in 
two reservoirs of sufficient capacity to supply water for 
ordinary- fires. These will be constructed near the top of 
Twin Peaks, that being the most desirable location, at an 
elevation sufficient to maintain the direct pressure necessary 
for fire protection. 

Salt water is to be provided for emergency use. Be- 
cause of the existence of the old geological fault previously 
described and the possibility of any pipes which cross it 
being broken by an earthquake, it is necessary that this salt 
water supply be obtained on the easterly or bay side of the 
peninsula. Therefore, two stations will be installed as aux- 
iliaries to pump salt water from the bay. One will be located 
near the northerly termination of Van Ness avenue or Polk 
street and the other near Second and Townsend streets. In 
these vicinities there are exceptional opportunities for secur- 
ing desirable sites, as the rocky backbone of the peninsula 
approaches the bay shore and provides the necessary firm 
foundations, not only for the stations themselves but also for 
the main pipes leading therefrom. Stations thus located will 
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be widely separated from each other as well as from the main 
reservoirs, thus affording a maximum of security against 
accident. 

If the plant of the Spring Valley Water Company should 
become the property of the city and the supply reinforced 
before the proposed system is constructed, it would be advis- 
able to modify the above described scheme and in place of 
obtaining the fresh water supply from a system of bored wells, 
the location of fresh water pumping stations should be changed 
and they should be arranged to pump directly from the street 
mains. 

AMOUNT OF WATER TO BE SUPPLIED. 

Reliable data regarding the yearly amount of water used 
for fire protection, and also the actual amount used in ex- 
tinguishing individual fires is not extensive. The general 
impression that the amount used annually is enormous is not 
correct. 

The following data showing the amounts of water used 
for fire protection purposes has been compiled from various 
sources: 

BOROUGH OF MANHATTAN. 

1900—60,258,679 gallons, of w hich 27,955,325 gallons were 

river water. 
1901—99,228,572 gallons, of which 69,552,105 gallons were 

river water. 
1902—49,032,542 gallons, of which 16,136,150 gallons were 

river water. 
1903—80,342,443 gallons, of which 17,920,000 gallons were 

river water. 
1904—81,191,779 gallons, of which 23,720,059 gallons were 

river water. 
The total yearly amount required for fire purposes by the 
Borough of Manhattan is less than 1-3 of the total daily water 
consumption for all purposes or in 1900 the average daily 
per capita consumption for fire protection was .09 gallons. 

BOROUGH OF BROOKLYN. 

1900—50,126,363 gallons, of which 22,584,630 gaUons were 
river water. 
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1901—64,038,745 gallons, of which 36,948,130 gallons were 

river water. 
1902—38,827,222 gallons, of which 13,797,420 gallons were 

river water. 
1903—22,691,120 gallons, of which 4,368,750 gallons were 

river water. 
1904—42,344,391 gallons, of which 17,355,710 gallons were 

river v/ater. 
In 1900 the average daily per capita consumption for fire 
protection was less than .03 gallons. 

The following table has been compiled from the Annual 
Reports of the Water Department of Madison, Wis., the 
population of which was 25,000 in 1906 : 



Year. 



Total Amoutof 
Water Pumped 

Per Year. 

Gallons 



Yearly 

Amount used 

for Fires. 

Gallons 



Total Yearly Time 
of Fires 



Amount of 

Water used at 

Longest Fire 

Gallons 



Time 
Longest 

Fire 

Burned 

Hrs. Min. 



1891—197,839,450 
1892—226,035,800 
1893—268,246,300 
1894—272,006,950 
1895—313,705,500 
1896—325,408,500 
1897—290,972,750 
189&— 273,016,500 
1899—291,934,250 
1900_306,639,450 
1901—358,494,000 
1902—458,815,000 
1903—530,523,600 
1904^547,834,400 
1905—537,187,000 
1906—522,648,000 

In 1906 the average daily per capita consumption for fire 
protection purposes was less than .02 gallons. 

It was determined (partly measured and partly estimated) 
that the average daily per capita consumption for fires in 
Boston in 1892 was about .10 gallons. In Pall River in 1888 
the average daily per capita consumption was .11 gallons. 
Folwell estimates in his Water Supply Engineering that the 
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average daily per capita consumption of water in American 
cities for fire protection purposes is between .08 and .12 gal- 
lons. 

The amount of water used for fire protection purposes in 
this city was estimated in 1904 by Fire Chief D. T. Sullivan, 
to be 32,000,000 gallons per year, or .22 gallons per capita 
per day. In comparison with the above data regarding the 
yearly amounts used elsewhere this appears to be high. 

Investigation of insurance records shows that the number 
of fires per year per capita in San Francisco is slightly below 
the average of the larger American cities, and that the per- 
centage of frame buildings and the number of fires that 
extend beyond the premises in which they originate is 
greater. From this it appears reasonable to expect the 
amount of water used anually in extinguishing fires in San 
Francisco to exceed that used in cities in which a greater 
percentage of the buildings are of a more fire resisting type. 
Therefore, in the absence of more reliable data this amount 
together with the probable leakage from the mains of the 
proposed distributing system, estimated at 24,000,000 gallons 
per year (See Appendix No. 3) or a total of 56,000,000 gal- 
lons, has been assumed as the probable amount of fresh 
water that will be required during an ordinary year. 

The following data collected from various sources show the 
amount of water used on individual fires. 

St. Louis Mo. Collier Lead Works. Loss, $81,000.. The 
maximum rate of fire over ordinary draft, 3,375 gallons per 
minute. Maximum number of streams in use at one time, 10. 
(M. J. Holman). 

Fall River, Mass. Border City Mill. Loss, $450,000. 
Maximum rate of fire over ordinary draft, 2,400 gallons per 
minute. Maximum number of streams in use at one time 11. 
Total draft, 3,035,000 gallons. Loss nearly as complete as if 
no water supply existed. (J. H. Shedd). 

Providence, R. I. Sept. 27, 1877. Loss was $362,000. 
^laximum rate of fire over ordinary draft 9,500 gallons 
per minute. Maximum number of streams in use at one 
time, 25. (W. B. Sherman). 
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Providence, R. I. Aldrieh House. Feb. 15, 1888. IVIaxi- 
mum rate of fire over ordinary draft, 4,400 gallons per 
minute. Maximum number of streams at one time, 22. Total 
fire draft until fully controlled or nearly out, 2,000,000 gal- 
lons. (J. H. Shedd, W. B. Sherman). 

Lynn, Mass. Population, 55,727. Fire of Nov. 26, 1889 
began at noon, burned uncontrolled 6 hours, burning 300 
buildings. Loss, $5,000,000. Maximum rate of fire draft 
about 6,700 gallons per minute. The amount of water used 
during first six hours or till fire was controlled was about 
3,000,000 gallons, about 8,000,000 gallons were used during 
the first 24 hours, about 5,000,000 gallons during the second 
24 hours, about 3,000,000 gallons during the third 24 hours, 
about 2,000,000 gallons during the fourth 24 hours. (Has- 
kell). 

Boston, Mass. Nov. 28th, 1889. Population, 400,000. 
Loss, $4,000,000, area burned over 3J/4 acres. Maximum rate 
of fire draft over ordinary draft, 20,000 gallons per minute. 
Total fire draft during first 24 hours, 14,000,000 gallons, or 
enough water to cover burned area to a depth of 12J/2 feet. 
Total quantity of water used on fire exclusive of leakage from 
services in buildings, 24,000,000 gallons. Maximum number of 
engines in use, fifty-two, furnishing eighty-six streams. The 
fire did not get beyond the buildings to which it had 
spread during the first hour. (Dexter Bracket). 

Milwaukee, Wis. Oct. 28, 1892. Loss, $4,500,000. Area 
covered, 66^ acres. Minimum rate of fire over ordinary 
draft from water works system was about 12,600 gallons per 
minute. To this may be added about 8,600 gallons per 
minute delivered directly from the river. The maximum 
number of streams at work at one time supplied from the 
water works system was 42, in addition to which there were 
24 streams supplied from the river. The fire lasted about 7 
hours before it was controlled or checked, and 18 hours before 
it was entirely extinguished. Total fire draft was about 
8,750,000 gallons supplied from the water works system and 
750,000 taken from the river. (C. H. Benzenburg). 

Cripplegate, London. Nov. 19, 1897. Loss, $6,250,000. 
Fire started at 1:00 o'clock p. m. and was under control be- 



78 AUXILIARY WATER SYSTEM FOR FIRE PROTECTION 

tween 7 and 8 p. m., 51 steam fire engines and 294 men 
worked. Enough water to flood the whole area 6 feet deep 
was used before the fire was under control. Total amount 
of water used before the fire was entirely out as given by the 
New River Company was 15,000,000 gallons or 17 feet in 
depth over the whole area. (Chas. E. Goad). 

San Francisco, Cal. Baldwin Hotel fire. Nov., 1898. 
Loss, $2,000,000. It is estimated that 6,000,000 gallons were 
used. 

Atlantic City, N. J. April 3, 1902. Fire started at 10 
a. m., under control at 3 :15 p. m. 16 steam fire engines used, 
throwing 23 streams, approximately 2,900,000 gallons of 
water used. (Kenneth Allen). 

Boston, Mass. Nov. 12, 1904. Number of engines in use 
at fire, 21. Length of time for each engine from 1 hour, 15 
minutes to 17 hours, 20 minutes. Amount of water used, 
approximately 2,150,000 gallons. (Engineering News). 

Baltunore, Md. Feb. 7th and 8th, 1904. Burned area, 
140 acres. Loss, $75,000,000. Normal pressure in burned 
district 50 to 80 pounds per square inch. From the records 
of the Water Department it has been estimated that 70,000,- 
000 gallons were used on the fire and that during the week 
of the fire, or from Feb. 6th to 13th, 122,000,000 gallons were 
wasted through broken service pipes. 

During the first few hours of the fire when it had a front 
of not over three blocks, the force employed in fighting it was 
280 firemen, including district chiefs and 25 fire engines fur- 
nishing 50 streams, with a combined capacity of 19,000 gal- 
lons a minute. At the time the fire was at its height with a 
front not over five blocks in length the force working on it 
consisted of 1,073 men, 57 fire engines and 2 fire boats, having 
a total capacity of 50,000 gallons per minute. It was esti- 
mated that at this time 100 streams were in continuous ser- 
vice. 

Although the above force was ably handled by veteran 
firemen, they were only able to check the spread of the fire 
laterally to and against the wind. It burned onward in the 
direction of the wind to the water's edge. 
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Philadelphia, Pa. The following data from the Annual 
Report of the Superintendent of the High Pressure Fire 
Service gives the amount of water pumped, the pressure and 
duration of each fire at which the system was used during 
1906. 

January 9, 1906. Time run, 1 hour, 54 minutes. Pres- 
sure, 225 to 100 pounds. Gallons piunped, 136,800. 

January 11, 1906. Time run, 1 hour. Pressure, 250 
pounds. Gallons pumped, 294,000. 

February 6, 1906. Time run, 1 hour, 57 minutes. Pres- 
sure, 250 pounds. Gallons pumped, 572,500. 

February 19, 1906. Time run, 2 hours, 9 minutes. Pres- 
sure, 215 pounds. Gallons pumped, 433,200. 

July 10, 1906. Time run, 32 minutes. Pressure, 275-225 
pounds. Gallons pumped, 94,600. 

March 24, 1907. Time run, 4 hours, 26 minutes. Pres- 
sure, 300-200 pounds. Gallons pumped, 1,360,000. 

March 29, 1907. Time run, 1 hour, 48 minutes. Pres- 
sure, 275 pounds. Gallons pumped, 282,000. 

•Boroughs of Manhattan and the Bronx. October 29, 1900. 
Tarrant fire, Nos. 276 to 280 Greenwich street, of 22 hours 
duration ; amount of water used, 330,000 gallons. 

•/n the Annual Report of the Department of Water 
Supply, Oas and Electricity of New York City for 1905, 
from which the above data regarding the amount of water 
used on individual fires in the Boroughs of Manhattan, 
the Bronx and Brooklyn were obtained, there appears the fol- 
lowing note, *'N, B, — In an extract from this annual report 
published by the ^Engineering News' these data about the 
operation of and amount of water used at the largest fires were 
included, and a correspo^ndent pointed out the fact that in 
nearly all, if not in all, cases the quantities given are merely 
the product of the number of hours duration of the fire by 
15,000 gallons, thus leading to the assumption throughout 
that only one standard stream at low pressure was used on 
an average in the case of every fire, regardless of its cliar- 
acter or duration. The attention of the Chief Engineer of 
this Department was called to the matter, and as this result 
is certainly extraordinary we wrote to the Fire Commissioner 
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January 31, 1901. Wicks fire, Xos. 538 to 544 First ave- 
nue, 10 hours' duration; amount of water used, 150,000 gal- 
lons. 

February 22, 1902. Seventy-first Regiment Armor>% east 
side of Fourth avenue, between Thirty-third and Thirty- 
fourth streets, 61 hours' duration; amount of water used, 
90,000 gallons. 

December 21, 1903. Nos. 188 to 194 Mott street, 106 
hours' duration; amount of water used, 1,590,000 gallons. 

March 26, 1904. No. 61 Broadway to Nos. 39 and 41 
Trinity place; 5 hours' duration; 75,000 gallons of water 
used. 

Borough of Brooklyn. April 9, 1900. Eight one-story, 
twelve two-story, two three-story lumber yard fire, south side 
Newton Creek, 7 hours' duration; amount of water used, 
105,000 gallons. 

April 30, 1901. Nos. 558 to 578 Flushing avenue, Brook- 
lyn Rapid Transit car sheds, 3 hours duration: amount of 
water used, 45,000 gallons. 

May 2, 1902. Nos 239 to 245 Willoughby street, five-story 
brick, 120 by 150 feet, Freeborn G. Smith Piano :\ranufac- 
tory, 3 hours' duration; amount of water used, 45,000 gal- 
lons. 

November 30, 1903. Nos. 176 to 194 Montague street, 100 
by 265 feet. Academy of Music, 2 hours' duration: amount 
of water used, 30,000 gallons. 

February 19, 1904. Two two-story brick and frame, two- 
story brick, four-story brick, eight five-story brick, ]\Iessrs. F. 
W. Devoe and C. T. Reynolds Company, Syi hours' duration; 
amount of water used, 52,500 gallons. * 

*/or such explanatory statement or correction, if any, as he 
might deem advisable and received in reply a communication 
transmitting report from the Chief of the Fire Department 
in which he states that he had no corrections or other state- 
ments to make in relation to the matter, the information given 
being as correct as could possibly be approximated. (/. Jf. de 
Varona),'^ 
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In addition to the former data, the Reports of the Com- 
mittee of Twenty of the National Board of Fire Under- 
writers on a number of American cities contains information 
as to the number of engines which worked at the more 
important fires during recent years in each city. 

After consideration of the above data, the recommendation 
of the Engineers of the Committee of Twenty of the National 
Board of Fire Underwriters, was adopted, viz: that the sys- 
tem be arranged so that 15,000 gallons per minute be avail- 
able for delivery on any area not exceeding 100,000 square 
feet within the congested value district; and this amount has 
been used in determining the size of the mains in the distrib- 
uting system and in locating the hydrants. 

While 15,000 gallons per minute is believed to be suflBcient 
for the control of a fire in any block not exceeding 100,000 
square feet in area, occasions will arise which make it neces- 
sary for the system to be capable of delivering much larger 
quantities of water. 

First. Conditions exist which may permit a fire to as- 
sume conflagration proportions. 

Second. More than one fire may be under way at the 
same time, as was the case on July 4th, 1905, when the Chief 
of the Fire Department states that there were nine burning 
at once, and immediately after the recent earthquake when 
between fifty and sixty fires started. 

Third. One of the storage reservoirs, part of the equip- 
ment of a pumping station, or the supply pipes between the 
reservoirs or one of the pumping stations and the distribuitng 
system may be out of service. 

Consideration of the probability of the occurrence of any 
one of the above contingencies shows it to be necessary that 
additional supply be provided and in reserve. 

It is therefore recommended that supplies of fresh water 
for use at ordinary fires and salt water for emergency use 
be provided as follows: 
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FRESH WATER SUPPLY. 

2 storage reservoirs, each of 5,000,000 gallons 

capacity 10,000,000 gals. 

1 distributing reservoir for upper zone 500,000 '* 

1 distributing reservoir for lower zone 1,000,000 *' 

Total 11,500,000 ** 

These reservoirs will supply 15,000 gallons per minute for 
12^ hours. 

In addition there are two fresh water pumping stations 
with a combined capacity of 2,100 gallons per minute against 
a pressure of 327 pounds per square inch to fill the above 
reservoirs. As these stations are electrically operated, and 
therefore the sources of power are liable to interruption, they 
are not included in the above total. 

SALT WATER SUPPLY. 

Two salt water pumping stations, each with a capacity of 
10,000 gallons per minute will be provided, the buildings and 
foundations being so arranged that at any time desired their 
capacity can be increased to 16,000 gallons per minute by in- 
stalling additional machinery. They are designed to store 
sufficient fuel for their operation for forty-eight hours at the 
rate of 16,000 gallons per minute, or seventy-two hours at 
the rate of 10,000 gallons per minute. 

Two fire boats are also provided, each with a capacity of 
8,000 gallons per minute at a pressure of 150 pounds per 
square inch, or of 4,000 gallons per minute against a pressure 
of 300 pounds per square inch. 

The salt water pumping stations, together with the storage 
reservoirs, will be capable of delivering water into the dis- 
tributing system at the rate of 35,000 gallons per minute for 
12^ hours, or until the fresh water supply is exhausted, and 
thereafter at the rate of 20,000 gallons per minute. 

With no fresh water in the reservoirs, or in case the pipe 
lines between the storage reservoirs and the distributing sys- 
tem are out of service, the salt water pumping stations can 
supply 20,000 gallons per minute until the fuel is exhausted. 

These amounts can be increased to 43,000 and 28,000 gal- 
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Ions per minute, respectively, by oannecting both fire boats to 
the system. 

The amount of water recommended is considerably in ex- 
cess of the quantities suggested in preyious reports. However, 
it is justifiable when due consideration is given to the great 
increase in area of the protected district and the possibility 
of the occurrence of one of the emergencies mentioned above. 

PRESSURE REQUIRED. 

As the pressure necessary for adequate fire protection 
depends largely upon the elevation of the tops of the build- 
ings which are to be protected, the city building ordinances 
and data regarding existing buildings will be reviewed. 

Class A buildings are built with a steel frame support- 
ing all floor and wall loads. The structural parts are of in- 
combustible materials, and there is no restriction as to the 
height. 

Class B buildings are built with the walls supporting 
the adjacent floor loads and with steel or reinforced concrete 
columns supporting the interior portions of the floors, or 
with wall self-supporting only and floor loads carried entirely 
by steel, cast-iron or reinforced concrete columns. The maxi- 
mum limit of height of this class of buildings is one hundred 
and two feet, and it is required that the structural parts and 
the roof be of incombustible materials. 

Class C buildings are built with the walls supporting the 
adjacent floor loads and with the interior floors supported by 
studded pa/titions, or by wooden, steel or cast-iron columns 
and wooden or steel girders. Combustible material may be 
used in all parts except walls. The limit of height of this 
class of buildings is eighty-four feet if metal lath be used on 
all floor and ceiling joists and girders, studding, wood furring 
and soffits of stairs, or if the interior framing, floors and 
partitions are Mill construction; and fifty-five if wooden 
lath be used, or if not lathed. 

Buildings of the type designated Mill constmctimi may be 
constructed to a height of 45 feet. 

Frame buildings may be constructed to a height not ex- 
ceeding forty-five feet, anywhere in the City and County ex- 
cept within the fire limits, provided, that this type of con- 
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struction shall not be permitted for theatres, hospitals or 
sanitariums. They may be built entirely of combustible ma- 
terials. However, in a large district, described by ordinance, 
they are required to have fireproof roofs. 

Buildings throughout the city with the exception of those of 
the Class A type are not permitted to exceed in height one and 
one-half times the width of the street upon which they front, 
regardless of any other conditions. Buildings fronting upon 
two streets are governed in height by the width of the wider 
street Where no street is established the height of buildings 
is determined by the Board of Public Works. 

At present there are about twelve buildings constructed 
in this city over one hundred and fifty feet in height, and 
eight of these have heights between one hundred and seventy- 
five and three hundred feet. Judging by the permits for 
buildings issued during the past year, it is probable that very 
few buildings exceeding three hundred feet in height will be 
constructed in the near future. 

As the system may be called upon to furnish any of the 
before described types of service, the following computations 
have been made of the greater pressures required. 

To fight successfully a fire on the top story of a building 
three hundred feet high with inside hand-held streams would 
require a working pressure of 208 pounds per square inch 
at the base of the hydrant under the following conditions. 

Assume that two lines of 2>4 inch hose one hundred feet 
in length, with 1%. inch nozzles, are required on the top floor 
of a building two hundred and eighty feet above the street 
level, and that the base of a 6-inch stand pipe which feeds 
them is connected with a hydrant by two lines of 2^ inch 
hose 250 feet in length. 

The pressure is distributed as follows: 

Effective pressure at nozzle 35 pounds per square inch 

Loss of pressure in hydrant hose 

line on street, stand pipe, and 

hose line on top floor 51 *' *' *' 

Loss due to difference in elevation 

between city base and play 

pipe 122 " *' " '* 



Total pressure 208 



(< 
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To provide a stream from a universal metal nozzle attached 
to a roof hydrant in a building one hundred feet high would 
require a working pressure at the base of the street hydrant 
of 219 pounds per square inch under the following con- 
ditions : 

Assiune a stream with 75 pounds nozzle pressure from a 
2-inch nozzle directly attached to a 6-inch vertical building 
stand pipe one hundred feet in length which is fed by two 
250-foot lengths of 2J4 inch hose. 

The pressure is distributed as follows: 

Effective pressure at nozzle 75 pounds per square inch 

Loss of pressure in stand pipe, 

hose and hydrant 101 

Loss due to difference in elevation 

between nozzle and main 43 ** ** '* ** 

Total pressure 219 '* 

A pressure in the mains of approximately 225 pounds 
per square inch would be required to supply 75 pounds nozzle 
pressure to two 1 5-16 inch nozzles, each attached to one hun- 
dred feet of a 2^ inch hose, which is in turn attached to a 
roof hydrant on a building one hundred feet high. 

The supply is assumed to be fed through a 6-inch building 
stand pipe, which is in turn fed by two 250 foot lengths of 
2J4 inch hose. 

The pressure is distributed as follows: 

Effective pressure at nozzle 75 pounds per square inch 

Loss of pressure in 2J4 inch hose 

on top of building, stand pipe 

2^ inch hose on ground and 

hydrant., 107 '' '* '' 

Loss due to difference in elevation 

between nozzle and main 43 ** ** ** " 

Total pressure 225 

It is to be noted that if the above buildings were located 
on a street in which there was a fire main to which the build- 
ing stand pipe was directly connected the required pressures 
would be materially reduced. 
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To deliver 15,000 gallons per minute on any area of 
100,000 square feet in the congested value district would re- 
quire a pressure at the base of the hydrant of 229 pounds per 
square inch under the following conditions: 

Assume 2 inch diameter smooth bore nozzles on siamesed 
lines of 2}i inch hose four hundred feet in length. 

The pressure is distributed as follows: 

Effective nozzle pressure 75 pounds per square inch 

Loss in hydrant and hose 154 . ** ** **. '' 

Total pressure 229 '' 

In the above calculations the street hydrants furnishing 
the supply have been assumed to be located at city base. 

From the foregoing it may be seen that pressures up to 229 
pounds per square inch at the base of the hydrants are neces- 
sary to furnish our most important types of service. Further- 
more, as these services will be of the greatest use in checking 
the spread of a large fire, it is necessary that they be pro- 
vided at a time of maximum draft upon the system. 

The Twin Peaks reservoirs are located at an elevation of 
755 feet above city base; consequently the static pressure on 
the mains in the low lying parts of town will be 327 pounds 
per square inch. Therefore, to provide for a working pressure 
at the base of the hydrant of 229 pounds per square inch, 
the pipe system has been so designed that the losses due to 
friction at the time of maximum draft from the storage 
reservoirs are about 98 pounds per square inch in the vicinity 
of the foot of Market street. 

The natural rise of the ground as w^e approach Twin 
Peaks is almost balanced by the decrease in the friction losses 
of the system, and the required working pressure for all types 
of service will be available at all points of the congested value 
district. 

The pumping stations, being located nearer the congested 
value district than the fresh water reservoirs have less friction 
losses to overcome; consequently a pressure of 300 pounds 
per square inch at the pumps will be sufficient. 

The conditions assumed in making the above estimates 
are representative of the most severe requirements which will 
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arise in the use of the proposed system, and consequently the 
results show the highest pressures which will be required in 
its operation during extreme emergencies. For use in the 
first stages of ordinary' fires and for extinguishing small fires, 
hydrant pressures of 100 pounds per square inch and upwards 
will be suflficient As constantly keeping the mains under 
high pressure will greatly increase the diflBculty and expense 
of maintaining the system and render operation more danger- 
ous to firemen without any compensating advantages, the 
proposed system has been so designed that ordinarily the 
static pressure in the mains will be 150 pounds per square 
inch and less, depending upon their elevation. This pressure 
can be increased up to 325 pounds per square inch in the 
lower districts when needed. The methods by which this is 
to be accomplished will be described later. 

As the topography of the City is such that some of the 
hydrants in the higher portions of the protected area will be 
at elevations upwards to 400 feet above city base, it will not 
be possible to maintain a working pressure of two hundred 
and twenty-nine pounds at all points of the system. How- 
ever, as these regions of comparatively low pressure are all 
in the frame residence district, where the buildings are gen- 
erally less than fifty feet in height and the amount of com- 
bustible material is small, it is not necessary to provide for 
the concentration of as great a quantity of water nor such 
high nozzle pressures as in the lower districts. 

AREA TO BE PROTECTED. 

The area to be protected, about 5,300 acres, was detennined 
upon after consultation with Mr. P. II. Shaughnessy. Chief 
Engineer of the Fire Department. It is situated in that part 
of the easterly water shed lying between the Potrero Hills 
and the Golden Gate, and includes all the area within the 
fire limits, together with the greater part of the district within 
which shingle roofs are prohibited. 

For convenience of discussion the protected area is divided 
into several districts. 

District No. 1. — This is roughly bounded by Channel, 
Division, Rhode Island, Seventeenth, Vermont, Division, 
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Eleventh streets, Van Ness avenue and the Bay Shore, and 
contains about 2,400 acres. It includes most of the area 
within the fire limits and is practically all included within 
the area in which shingled roofs are prohibited. However, 
immediately after the fire of April 18th, 1906, a number of 
buildin^rs were erected in the northerly and westerly portions 
of this district without fireproof roofs. 

Although practically all in the burned section, this dis- 
trict is the most important to be considered as it includes 
the congested value district, within which reconstruction is in 
active progress. 

Inside the fire limits which enclose the congested value 
district a number of high buildings of the so-called fireproof 
t>'pe and a still larger number of substantial brick buildings, 
mostly of the ordinary wooden joist construction, are being 
erected. These, when completed, will house the greater part of 
the important business interests of the city. 

The section immediately north of the fire limits, with the 
exception of Nob Hill, is being reconstructed as an appartment 
house and residence district, and the buildings are nearly all 
of frame construction, from three to five stories in height. 
It is believed that the portion of this section roughly bounded 
by Powell, California, Jones and Sacramento streets, in which 
is located the Fairmont Hotel, will be occupied by high class 
buildings which will contain immense values. 

The northerly and northeasterly slopes of Russian Hill 
and Nob Hill and the westerly and northerly slopes of Tele- 
graph Hill are being compactly covered with frame struc- 
tures. The majority of these buildings are being occupied as 
residences. However, along Montgomery avenue and adjacent 
streets there is a minor mercantile section containing also a 
number of all night saloons, dance halls and tenement houses. 

Along the bay shore are the wharves, constructed almost 
entirely of wood, a number of brick warehouses and numerous 
frame and brick buildings in which are housed important 
manufacturing and mercantile interests. In the vicinity of 
the northerly termination of Taylor street there are large 
lumber yards and wood working mills. 
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The section lying south of the fire limits is generally being 
rebuilt as a manufacturing and wholesale district Lower 
class hotels and tenement houses of frame construction, three 
or four stories in height, are also being erected. Along Chan- 
nel street there are lumber and railway yards, wood working 
mills of frame construction, brick warehouses and wooden 
freight sheds. 

The grades of the streets in the portion of the district 
southerly from Sutter street and along the bay shore, with the 
exception of a small area in the vicinity of Rincon Hill, are 
generally flat, but the pavements are in such poor repair that 
they seriously retard the movement of heavy fire apparatus. 

In the area between Sutter and Bay streets, the grades 
are generally steep. In fact, in certain parts of this section, 
namely, the tops and adjacent slopes of Russian and Tele- 
graph Hills, it is impossible to quickly concentrate fire ap- 
paratus. The pavements are in a fair state of repair, though 
in the vicinity of the top of Russian and Telegraph Hills 
there are a number of streets not paved nor graded. 

There are three large areas of artificially filled or made 
ground within this district. One, extending northerly and 
northwesterly along the bay shore from Folsom street to 
Taylor street, contains about 250 acres. A portion of this 
area in the vicinity of the foot of Market street is being 
covered with important office buildings of fire resisting con- 
struction. Another one in the vicinity Division street, be- 
tween Eighth and Eleventh streets, and another extending 
southeasterly to Channcd street from Seventh and Mission 
streets, containing 30 and 200 acres respectively, are being 
rapidly covered, principally with frame structures of mod- 
erate height. The existence of these large areas, within which 
water pipes and conduits are liable to be broken, greatly in- 
crease the danger that, in the event of a severe earthquake, 
a fire or fires starting in this vicinity will get beyond the 
control of the Fire Department and develop into a general 
conflagration. 

District No. 2. — This district is roughly bounded by 
Channel, Eighth, Seventeenth, Indiana streets, Twenty-first 
street, produced, and the Bay. It contains about 400 acres. 
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It is outside of the fire limits and also outside of the area 
in which shingle roofs are prohibited; consequently nearly 
all of the buildings are of frame construction without fire 
resisting roofs. 

With a few exceptions the grades of the streets are light, 
but the majority are not paved, and those on which the pave- 
ments have been constructed are in need of repair. It is diffi- 
cult to quickly move fire apparatus in this district 

In the northern and northwestern portion of the district 
along Channel street are a number of lumber yards, wood 
working mills and factories of various kinds, together with 
the new freight sheds of the Southern Pacific Company and 
the Santa Fe Railroad Company. The central portion is 
occupied by the new w^holesale district, which is housed almost 
entirely in temporary wooden buildings of flimsy construction. 
In the southeasterly portion there are a number of frame 
boarding and lodging houses occupied by laborers, frame 
residences and a minor mercantile section. Along the bay 
shore are situated the immensely valuable plants of the West- 
ern Sugar Refining Co., Risdon Iron Works, San Francisco 
Gas and Electric Co. and the Union Iron Works. These plants 
are equipped with private fire protection systems. 

A large portion of this district is artificially filled or made 
landy and all of the important water mains pass for a portion 
of their way over unstable ground. These conditions greatly 
increase the conflagration hazard. 

District No. 3. — This district is roughly boiuided by 
Harrison, Army, Mission, Thirtieth, Sanchez, Clipper, Church, 
Jersey, Dolores, Twenty-third, Church, Nineteenth, Colling- 
wood. Seventeenth, Market and Eleventh streets. It contains 
about 1,100 acres. 

This entire district, with the exception of a small section 
in the northeasterly portion, is not included in the area in 
which fire resisting roofs are required nor within the fire 
limits. The greater portion is covered with frame buildings 
with shingle roofs. The streets are nearly all paved, but 
those in that portion of the northeastern portion included in 
the burnead area are greatly in need of repair. The grades 
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of the streets, with the exception of those in the extreme 
western portion, are generally less than 5 per cent. 

The northeastern portion, in which there is about 100 
acres of artificially filled or made ground, is being rapidly 
rebuilt, and at present it contains an important minor mer- 
cantile section, a number of factories, steam laundries, plan- 
ing mills and other wood working plants of considerable value. 
The western and southern portion is a compactly built resi- 
dience district of frame construction, two or four stories in 
height, with shingle roofs. There is an important mercantile 
district extending through the center of the district along 
Mission and adjacent streets, and a minor mercantile district 
aloDg Castro street between Market and Twentieth streets. 

While the buildings in the western and southern part of 
this district are not of a high order of construction, nor are 
the values very large, it is necessary that these sections be 
protected to such an extent that any fire can be controlled 
before it reaches the conflagration stage and is carried by the 
winds to the higher valued section. 

District No. 4. — This district is roughly bounded by 
Van Ness avenue, Market, Seventeenth, Clayton, Grove, De- 
visadero streets and Broadway. It contains about 1,900 acres. 

This district is outside of the fire limits, though the greater 
part is included within the area in which fire resisting roofs 
are required. However, it was not included in this area until 
it had been practically covered with frame buildings with 
shingle roofs. 

The grades of the streets, with the exception of those in 
Hayes Valley and vicinity, in the section west of Fillmore 
street between Sacramento street and Golden Gate avenue 
and along Van Ness avenue, are generally sufficiently steep 
to seriously interfere with the rapid movement of heavy fire 
apparatus. The pavements are mostly in fair condition. The 
buildings average three stories in height and a number are 
four and five stories. 

Van Ness avenue and the adjacent streets between Jackson' 
and Market streets, and Fillmore street and the nearby streets 
between Pacific avenue and Haight street are at present the 
principal retail sections of the city. Along Van Ness avenue 
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and vicinity large and valuable stocks of goods of all de- 
scriptions are housed in two and three story frame structures. 
Along Fillmore street there are solid blocks of frame buildings 
containing a number of the principal stores, together with 
saloons, offices and rooming houses. In the Hayes Valley 
district and along Grolden Gate avenue between Van Ness 
avenue and Steiner street, with the exception of Jefferson 
Square, are solid blocks of frame buildings, three to four 
stories in height, housing automobile garages, stores, saloons 
and apartment houses. In fact, at present in the above de- 
scribed district are located the greatest values in the city, 
practically all housed in frame buildings from two to five 
stories in height, of which the majority are covered vrith 
shingle roofs. 

Under the present conditions, this is considered the most 
dangerous district in the city, owing to the fact that during 
the prevalence of a westerly wind, a fire once getting beyond 
control in its westerly part, in which the present fire fighting 
facilities are inadequate, could hardly be stopped before 
reaching Van Ness avenue. Because of this severe hazard, 
merchants are unable to insure to within 50 per cent, of the 
total value of their stocks, and what insurance can be secured 
is at comparatively exorbitant rates. 

For a long time previous to the recent fire the officials of 
the Fire Department, as well as insurance men generally, 
considered it certain that a fire starting in this section during 
the prevalence of one of the strong westerly winds so common 
throughout the greater part of the year, would, if it once 
escaped from the control of the department, bum unchecked 
until it reached the waters of the bay. A glance at the history 
of the Baltimore fire must convince even the most optimistic 
of the correctness of this view. That fire started in a district 
in which practically all of the buildings were of brick con- 
struction. The water supply for fire protection purposes was 
far better than that of San Francisco has ever been. The 
velocity of the wind at the time of starting was 14 miles 
per hour, and at no time exceeded 22 miles per hour. Yet not- 
withstanding the fact that the conditions for controlling the 
fire and the means for applying water were superior to those 
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that exist here, it was impossible to check the fire on the 
leeward side and it burned for nearly two days, destroying 
all of the combustible material in its way. 

The menace which this district offers to the congested value 
district to leeward renders it absolutely necessary that means 
be provided for controlling a fire before it shall reach the 
proportions of a general conflagration. 

THE PROPOSED SYSTEM. 

The preceding pages have been devoted to a discussion of 
the conditions and requirements to which consideration must 
be given in designing a fire protection system for the City of 
San Francisco. 

The methods by which it is proposed to meet these con- 
ditions and fulfill the requirements were outlined in the open- 
ing pages of this report. They are discussed in detail in the 
following. While it is not claimed that the system proposed 
offers the only means through which San Francisco can be 
assured of efficient fire protection, it is believed that the 
protection provided will prove adequate for all requirements, 
either ordinary or emergency, and at a cost which, under the 
circumstances, is reasonable. 

A study of the effects of the recent earthquake and of 
descriptions of the results of simlar occurrences in other 
countries indicates that in the greater part of the protected 
area the distributing mains will be practically earthquake- 
proof. Attention is directed to the following special features 
by means of which an effort is to be made to render the pro- 
posed system as a whole not only earthquake-proof but panic- 
proof : — 

First. The installation in duplicate of the main storage 
reservoirs, the salt water pumping stations, and the main 
supply pipes connecting each to the distributing system, and 
the wide separation of these three main sources of supply. 

Second. The two powerful fire boats and the numerous 
fire boat connections along the water front through which 
water may be delivered into the distributing system. 

Third. The arrangement of the gate system so that by 
closing only five gate valves all the pipes liable to be destroyed 
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by an earthquake can be shut off from the rest of the system. 

TWIN PEAKS STORAGE RESERVOIRS. 

Two storage reservoirs, each having a capacity of five 
million gallons, will be located on Twin Peaks in the vicinity 
of the intersection of Twentieth street with the southerly 
extension of Cole street, at an elevation of seven hundred and 
fifty-five feet above city base. The property on which they 
are to be constructed has been acquired by the City. Their 
capacity will be equal to the continuous delivery of fifteen 
thousand gallons per minute for about eleven hours; for 
shorter periods of time greater quantities can be delivered. 
They are to be constructed by making excavations of the 
required shape in the rock and lining the sides and bottoms 
with concrete. Gates and connecting pipes are to be so ar- 
ranged that either or both can be connected with the dis- 
tributing system at will. 

Two lines of 20 inch pipe will connect these reservoirs with 
the distributing system and to the distributing reservoirs 
described below. 

Under ordinary conditions it is advisable that only one 
reservoir be connected with the distributing system. Then 
in case of a sudden break in the pipe lines or distributing 
system, it will be impossible for the supply in more than one 
to be wasted, and the 5,000,000 gallons stored in the other 
will be available for use immediately upon the completion of 
the necessary repairs. 

The elevation of these reservoirs will be such that they 
will provide a pressure in the mains higher than required 
for fighting ordinary fires. As this pressure will only be used 
on rare occasions, and to maintain it constantly would ma- 
terially increase the cost of pumping and the difiiculty and 
cost of maintenance, it is not proposed ordinarily to supply 
water to the system directly from this reservoir. 

DISTRIBITTING RESERVOIRS. 

In order that the various districts can be provided with 
suflRcient water for use at ordinary fires under a moderate 
direct pressure the protected area has been divided into two 
zones. The lower includes approximately that section lying 
below the 150 foot contour; the remainder is in the upper 
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zone. Each zone is to be directly fed from a distributing 
reservoir. 

The one supplying the upper is to have a capacity of 
500,000 gallons. It will be located at an elevation of 490 
feet in the vicinity of the crossing of Seventeenth and Ash- 
bury streets, near which are several available sites. It may 
be constructed by making an excavation of the required shai>e 
in the ground and lining its sides and bottom with concrete, 
or it may be a circular steel tank. The water supply may be 
obtained from the Twin Peaks reservoir by gravity flow 
through the two lines of 20 inch pipe or it can be pumped 
directly from the fresh water pumping stations. 

The lower zone will be supplied from a reservoir of 
1.000,000 gallons capacity to be constructed in the roadway 
of Jones street between Sacramento and Clay streets. The 
elevation of the water surface will be about 329 feet. An 
excavation will be made in the rock, the sides and bottom of 
which will be provided with an impervious lining. A roof 
constnicted of steel and concrete will support the roadway 
of the street. The water supply for this reservoir may be 
pumped directly from the fresh water pumping station, or it 
may be obtained by gravity flow through the distributing 
system from the distributing reservoir of the upper zone or 
from the storage reservoirs on Twin Peaks. 

A gate house with the necessary pressure gauges, meters 
and telephone connections is to be located at each distributing 
reservoir. Men, detailed from nearby fire engine crews, to 
operate the gates are to be on duty at all times. 

When, in either zone, the necessity arises for the use of a 
pressure in excess of that provided by its distributing reser- 
voir, the pressure may be increased up to the full pressi«ro 
from the Twin Peaks reservoirs by operating the proper gates 
at the gate houses to by-pass the flow around the distributing 
reservoirs. As these gates are to be fitted with hydraulic 
controlling apparatus, this operation should occupy little time. 

FRESH WATER Pl'MPING STATIONS. 

The storage and distributing reservoirs will be supplied 
with fresh water from groups of bored wells from which 
water will be pumped through the mains of the distributing 
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system by two fresh water pumping stations. These stations, 
which will be identical in design, will be located near Harri- 
son and Seventh streets and Sixteenth and Shotwell streets, 
respectively. The wells from which they will draw will be 
bored at intervals of about 70 feet in the adjacent streets. 

These places have been selected for the reason that they 
are the most conveniently situated localities in the city from 
which it appears that sufBciently large quantities of water 
can be obtained. Preliminary investigations show that at 
least 50 gallons per minute can be pumped from each of a 
number of 12 inch wells in these vicinities without lowering 
the water plane more than 100 feet below the surface of the 
ground. As the pumping capacity of each station is to be 
1,050 gallons per minute, the preliminary plans provide for 
the sinking of twenty-one wells in connection with each; but 
it is confidently expected that further investigation will show 
a less nimiber of wells to be sufficient, in which case the cost 
of installation will be reduced. 

The water from the wells is to be raised to the surface 
and delivered into a reinforced concrete cistern of 175,000 
gallons capacity, situated under each pumping station, by 
air pumps of the Pohle Air Lift type. These pumps will consist 
of air compressors in each station, a separate air pipe from 
the stations to each well and water pipes in the wells and 
leading therefrom to the cisterns under the stations. The 
only moving parts about the whole arrangement subject to 
wear or requiring attention will be in the air compressors, and 
these can be easily operated by one man. The pipes in the 
well will contain no valves or moving parts of any kind, and 
consequently will not be subject to wear or liable to become 
clogged by the sand which is pumped in greater or less quanti- 
ties from nearly all bored wells in this city. It is recognized 
that piunps of this type are very inefficient in regard to the 
amount of power necessary for their operation, but their 
extreme simplicity and the consequent low cost of installing 
and maintaining them, together with their reliability of action, 
far outweigh the objection that the cost of power is com- 
paratively high. 

For reasons which are fully set forth in the description 
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of the salt water pumping stations, the pumps for forcing 
water from the cisterns into the distributing mains will be 
of the multi-stage turbine type. 

After consideration of the different motive powers avail- 
able, and the intermittent character of the service required, 
it is recommended that electric motors be employed. The 
electric current is to be purchased from the various electric 
companies. In order to insure an uninterrupted service, an 
effort should be made to obtain connections to as many differ- 
ent sources as possible. To start a unit, it will be necessary 
merely to close the proper switch in a station. 

The mechanical equipment of each station . will be as 
follows : — 

Two duplex air compressors, each capable of compressing 
six hundred cubic feet of free air per minute to a pressure 
of 80 pounds per square inch. 

Two 100 H. P. electric motors to drive the above air com- 
pressors. 

Two three-stage turbine pumps, each driven by a 75 H. P. 
electric motor connected directly to its shaft. The capacity 
of each of these pumps will be 525 gallons per minute against 
a head of 330 feet 

Two five-stage turbine pumps, each driven by a 125 H. P. 
electric motor connected directly to its shaft The capacity of 
each of these pumps will be 525 gallons per minute against 
a head of 500 feet. 

There will also be a five ton travelling crane, air receivers, 
all the necessary suction and discharge pipes, fittings and 
valves, a suitable switch board, and automatic instruments 
for recording the performance of the pumps and motors. 

The buildings in which the machinery is placed are to be 
of the most approved type of fire resisting construction and 
provided with firm foundations. In addition to the space re- 
quired for the machinery, provision will be made for the 
accommodation of a regular fire company. 

The discharge pipes from each station will be connected 
to the distributing mains of the lower zone, and water will 
be pumped into the various reservoirs through these mains, 
the gates connecting with the upper zone and the Twin Peaks 
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reservoirs being opened as required. For delivering into the 
Twin Peaks reservoirs, the three and five stage pumps will 
be operated in series, the three stage pump discharging into 
the suction side of the five stage. For the reservoir of the 
upper zone, the five stage pumps will be used, and for the 
reservoir of the lower zone, the three stage. 

SALT WATER PUMPING STATIONS. 

Two salt water pumping stations will be constructed near 
the bay shore, one near the northerly termination of Polk 
street or Van Ness avenue, the other in the vicinity of the 
intersection of Second and Townsend streets. Sites for these 
stations will have to be acquired, and it is necessary that the 
foundations of both building and machinery rest directly on 
solid rock. 

Each station will be of sufficient size to provide for the 
installation of machinery to pump 16,000 gallons per minute 
against a pressure of 300 pounds per square inch, together 
with quarters for the men necessary for its operation. For the 
present, it is proposed to install at each station sufficient me- 
chanical equipment to pump 10,000 gallons per minute against 
a pressure of 300 pounds p>er square inch. 

In order to insure satisfactory operation in the hurry and 
confusion which may prevail during an emergency, the ma- 
chinery must be of the simplest types. The number of parts 
requiring attention or adjustment should be a minimum and 
the design and arrangement should be such as to render it im- 
probable that an error on the part of an operator will necessi- 
tate the shutting down of any considerable portion of a station. 

The possibility that gas and fresh water mains and electric 
power wires may be broken, and that means of transportation 
may be interrupted, make it imperative that each station be 
independent of all outside sources of power, fuel, or supplies 
for at least forty-eight hours w^hile operating at full capacity. 

The fresh water reservoirs provide an ample supply of 
water under adequate pressure for the control of all but the 
largest fires, and even in the event of a general conflagration, 
with every man in the fire department on duty, they would 
supply one hundred streams of 250 gallons a minute each 
for between seven and eight hours. 
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In the event of the pipe lines between the Twin Peaks 
reservoirs and the distribution system being out of service, 
there would still be 1,000,000 gallons stored in the distributing 
reservoir of the lower zone ready for immediate use. This 
amount would occupy the entire force of the fire department 
for about 40 minutes. 

For these reasons it is evident that only on rare occasions 
will it be necessary to operate the pumps for the purpose of 
delivering water into the fire mains, and then it will not be 
a great disadvantage if about 30 minutes elapse between the 
receipt of an alarm at a station and the starting of all the 
pumps. 

Since the pumps are to operate infrequently the cost of 
fuel for actually running the plants will be small compared 
to the expense of keeping the machinery ready for operation 
and maintaining a trained crew ready for immediate service. 
Therefore, the plant in which the sum of the fixed charges 
(interest and depreciation), and cost of attendance, fuel and 
supplies necessary to keep it ready for operation are the least 
will be the most economical, regardless of the cost of fuel 
required while actually running. 

Size of Units. In order to secure flexibility of opera- 
tion, and to minimize the effect of accidents on the amount of 
water delivered, a number of separate pumping units will be 
installed in each station, all of which, on account of the greater 
economy in repair parts, will be of the same size. The capacity 
of each unit will be two thousand gallons per minute against 
a pressure of three hundred pounds per square inch. This 
will require each station to be equipped with five units, with 
space provided for the installation of three additional units 
when necessary. 

Motors. The types of motors considered for driving 
the piunps in these stations may be divided into three classes, 
Steam Engines, Internal Combustion Engines, commonly 
known as Gas Engines, and Electric Motors. 

Electric motors operated by current from the wires of 
private electric companies are not available for these stations 
because of the necessity that they be independent of outside 
sources of power. 
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The proposition to install electric generators driven by 
steam or gas engines and to use the current generated to 
operate motors to drive pumps offers some advantages on the 
score of economy of operation, as it would be possible to use 
such a plant for the generation of current for municipal pur- 
poses when the pumps were not in use, and so make productive 
a large part of the stand by cost. However, the cost of in- 
stallation of such a plant, together with the necessary under- 
ground conduits, wiring, etc., renders it out of the question 
at the present time. Furthermore, it is an open question 
whether such a power plant can be operated under the control 
of two different municipal departments in a satisfactory man- 
ner. If at some future time the City finds it desirable to 
install such a plant, the mechanical equipment recommended 
is such that it may be altered at a minimum expense. 

Internal Combustion Engines operating on gas from maiub 
in the street are not available for the reasons given above 
and because of the diflRculty of safely storing a sniBcient 
quantity of fuel on the premises. 

As will be seen by referring to the estimated cost of a 
gasoline engine plant, the additional cost of gas producers, 
with the extra attendance they would require, would make 
the cost of operating engines on producer gas prohibitive. 
Engines using a liquid primary fuel such as gasoline, there- 
fore, appear to be the most reliable and efficient type of in- 
ternal combustion for this service. 

In order to compare the relative economy, two sets of plans, 
together with estimates of the cost of installation and opera- 
tion of a pumping station, have been prepared. In one of 
these the most suitable type of internal combustion engine 
for this service has been considered; in the other the most 
suitable type of steam engine. A description of each of these 
plants and estimates of the cost are set forth in the following 
pages. 

DISCUSSION OF STEAM PLANT. 

Boilers. The rapidity with which steam may be raised 
in a boiler of the water tube type without danger of injury 
to the boiler or its setting, and the fact that large numbers of 
straight tube boilers are in such common use in this city that 
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trained stokers may be obtained at short notice, led to the 
selection of boilers of this type without further consideration. 

Fuel. Because of its low cost, the ease and safety with 
which large quantities can be stored, and the minimum amount 
of labor that is required to feed it to the furnaces of ^a boiler 
plant, crude oil will be used as fuel. • ; ► ; .; 

Steam Engine. The steam turbine has rpfcently, been, 
developed to a high state of perfection and is especially ?de-' 
sirable in a plant of this kind. It is the most simple engine 
built, being without reciprocating parts or valve gears. The 
only parts subject to wear or requiring attention are the main 
bearings, packing glands and governor. It may, therefore, 
be operated with less skilled attendance and at a less cost for 
repairs than any other type of engine. The high speed at 
which this engine rotates makes it possible to connect it 
directly to the shaft of the pump selected without the use of 
intermediate gearing or belts and to mount both engine and 
pump on one monolithic foundation of small dimensions. In 
addition, an engine of this type can be obtained at a price 
that will compare favorably with the cost of a simple engine 
of the reciprocating type such as would be suitable for a plant 
of this kind, and its steam economy will be somewhat better. 

Condensers. The type of boiler recommended is not 
suitable for the use of salt feed water, and as there is danger 
of the fresh water service from the street mains being cut off, 
surface condensers are to be installed in connection with the 
turbines rather than to attempt to provide storage capacity 
for a sufficient quantity of boiler feed water to run the plant 
for a long time. It is estimated that the total cost of fuel 
burned while operating the plant, exclusive of stand by losses, 
will amount to only $1,460 per annum. From this, it is evi- 
dent that the possible economy in fuel which can be obtained 
by installing air pumps in connection with these condensers 
would not warrant the expense which would be entailed for 
extra attendants to operate them. Therefore, the condensers 
will be open to the atmosphere. The circulating water will 
be drawn through the condensers by the main pumps so that 
it will not be necessary to install separate circulating pumps. 

Pumps. The pumps will be of the multi-stage turbine 
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type. This is the most simple pump made for this service. 
A number of runners or impellers, one for each stage, are 
mounted directly on the driving shaft and rotate at high speed 
inside of a suitable casing. There are no moving valves in 
this pump and the only parts subject to wear are the bearings, 
padang^ glands and packing rings between the runners and 
.easing. {The wear on these parts is small, and in case of neces- 
sity "tiiey -nrrtiy be readily repaired and at minimum expense. 

Another reason for the adoption of this type of pump is 
that the closing of the valve on the discharge pipe through 
accident or design while the pump is running, will result only 
•n a slight raise of the pressure in the discharge side of tho 
casing, whereas a similar occurrence in the case of a plunger 
pump is likely to result in the breakage of some part of the 
pump or the engine driving it. An effort is usually made 
to protect a plunger pump from such accidents by providing 
a safety valve on the discharge side which will raise and re- 
lieve the pressure when it becomes too high. Experience has 
shown that these valves sometimes stick and that a plunger 
pump so equipped does not offer the same safely of operation 
as a centrifugal pump. 

These advantages, namely, ease and cheapness of repair 
and safety of operation, far outweigh the objection that this 
style of pump is less economical in the consumption of power 
than pumps of the plunger type. 

DESCRIPTION OF STATION. 

Plates 6, 7 and 8 show the arrangement recommended for 
the pumping stations. 

There will be four water tube boilers arranged in bat- 
teries of two, each battery being fitted with a separate smoke 
stack six and one-half feet in diameter and eighty-two feet 
high. 

Space is to be provided for the installation when neces- 
sary of the two additional boilers shown on the plan. The 
casings will be as nearly air tight as possible in order that 
the consumption of fuel when standing under steam ready for 
operation may be reduced to a minimum. The steam pipe is 
to be arranged so that an accident to a part will not disable 
the entire plant. Each boiler is to be capable of evaporating 
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not less than 26,200 pounds of water per hour at a pressure 
of one hundred and fifty pounds per square inch. It is esti- 
mated that three of these boilers will be sufficient to run the 
five pumps at full power and that when the additional pumps 
and boilers have been installed five will supply steam for the 
entire plant. It will, therefore, be possible to lay up one 
boiler for cleaning or repairs without affecting the capacity 
of the plant. 

There will be five pumps of the multi-stage turbine type, 
each capable of delivering not less than two thousand gallons 
of water per minute against a pressure of three hundred 
pounds per square inch when running at a speed of about 
eighteen hundred revolutions per minute. 

Each pump will be connected directly to the shaft of a 
steam turbine capable of developing not less than six hundred 
brake horse-power continuously and of carrying an overload 
of not less than twenty-five per cent for short intervals. Ar- 
rangements will be made that by varying the speed of the 
turbine or preferably by opening valves on the suction or 
discharge side of the pump and cutting out one or more 
stages, the pressure against which the pump is working may be 
varied between one hundred and fifty and three hundred 
pounds per square inch without altering the quantity of 
water discharged. 

A condenser containing not less than twenty-four hun- 
dred square feet of cooling surface will be installed at each 
txirbine for the purpose of condensing the exhaust steam. 
At the bottom of each condenser a connection will be made 
to drain the condensed water to centrifugal pumps which 
will raise and deliver it into the heater. 

Eight fuel oil tanks having a combined capacity of two 
thousand barrels will be provided. It is estimated that this 
will be sxifficient fuel to run the station under service condi- 
tions for four weeks and retain in reserve a supply for forty- 
eight hours continuous operation at the ultimate capacity of 
sixteen thousand gallons per minute. 

Venturi meters, automatic registers and recording devices 
will be installed for recording the operation of the station. A 
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fresh water cistern of fifty thousand gallons capacity will be 
built for storing fresh water for making up loss in the feed 
water for the boilers. In addition there will be tanks for the 
storage of lubricating oil, feed pumps, fuel oil pumps, an elec- 
tric lighting plant, a ten-ton electric traveling crane, a three 
thousand horse-power feed water heater, suction and discharge 
pipes from the pumps with the necessary strainers, check and 
gate valves and connections for priming the pumps and filling 
them with fresh water when not in use. 

BUILDINGS. 

The buildings for all stations are to be of the most ap- 
proved fire resistive type. No combustible material will enter 
into their construction and they will be fitted with wire glass 
windows and inside shutters and an outside sprinkler system. 
The roof will be of extra strength and special provision will 
be made to protect the smoke stacks of the steam plant from 
injury from a fire in the vicinity. 

INLET TUNNEL. 

The water supply for the pumps of each station will be 
drawn from the bay through a tunnel driven below the level 
of low tide so that water may flow directly from the bay into 
the station. As far as possible it will be located in solid rock 
and lined with concrete, heavily reinforced with steel. In 
unstable ground it will be a reinforced concrete conduit sup- 
ported upon a pile foundation. Suitable screens will be in- 
stalled at the bay end and shut-oflf gates provided so that the 
tunnel may be entered for inspection and repairs. 

DELIVERY PIPES. 

Two separate pipes will convey the water from the pumps 
in each station into the distributing system. The size of 
these pipes is to be such that one can deliver the entire capac- 
ity of the station into the system. 

COST OF STEAM PLANT. 

The cost of the above described plant ready for operation 
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exclusive of the real estate on which it is situated and the 
intake tunnel, is estimated to be as follows: 

Boilers $ 51,276.00 

Steam Turbines 63,825.00 

Condensers 27,037.00 

Turbine Pumps 34,110.00 

Fuel Oil Tanks 6,080.00 

Electric Lighting Plant 2,094.00 

Crane 5,408.00 

Stairs, Railings and Gratings 750.00 

Boiler Feed Pumps 2,130.00 

Fuel Oil Pumps 1,410.00 

Feed Water Heater 1,845.00 

Steam, Exhaust and Feed Water Pipes 21,750.00 

Suction and Discharge Pipe and Fittings 7,255.00 

2 Venturi Meters 2,000.00 

50,000 Gallon Fresh Water Cistern. .^ 3,000.00 

Buildings and Foundations 52,862.00 

Plans and Supervision, 5% 14,141.00 

Contingencies, 5% 14,141.00 

Total $311,114.00 

ANNUAL COST OF OPERATION OF STEAM PLANT. 

In estimating the annual cost of maintaining and oper- 
ating this plant the following assumptions have been made. 
While data as to the fuel necessary to keep a boiler with 
steam up, ready for instant operation is not extensive, use has 
been made of the best available and it is believed that the 
figures given below are conservative. 

One boiler is to be kept under full steam pressure at all 
times. The fuel necessary for this purpose has been taken 
at 7J^% of the fuel consumption at the rated capacity (520 
H. P) of the boiler. 

Two boilers are to be kept warm by circulating hot water 
through them. The fuel necessary for this purpose has been 
taken at 3^% of the fuel consumption at the rated capacity 
of the boiler. 

To heat the brick work of the furnaces and raise steam 
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on these two boilers will require iMO pounds of oil per rated 
horse-power. 

One pound of fuel oil will evaporate 14 pounds of water 
from and at 212° Fahr. 

A barrel of fuel oil weights 340 pounds. 

Six men will be required to operate a station. 

One pumping unit will be operated for twenty minutes 
each day ; once a week, all units will be operated together for 
thirty minutes. 

Each pump will require 600 brake horse-power to drive it 
at full load. 

The steam turbines will require thirty pounds of steam 
or 2.14 poxmds of fuel oil per brake horse-power per hour. 

Fuel 6,360 barrels oil at $1.00 $ 6,360.00 

Attendance, 1 Chief Engineer at $2100 $2100 

2 Assistant Engineers at 1800 3600 

3 Stokers at , 1200 3600 

9.300.00 

Supplies 100.00 

Repairs, }<% 1,555.00 

$17,315.00 
Adding to this the fixed charges, interest at 5% and 

depreciation, 2% 21.778.00 

We have as the total cost of operation $39,093.00 

DISCUSSION OF INTERNAL COMBUSTION ENGINE 

PLANT. 

ENGINES 

As experience has shown that because of more perfect 
hibrication, large sized gas engines of the horizontal type are 
more reliable in their operation than those of the vertical 
type, engines of the horizontal type have been selected. Re- 
liable builders have expressed a willingness to furnish this 
tj'pe of engine and to guarantee its successful operation. 

FITEL. 

The estimate of the cost of operation has been based upon 
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the use of gasoline as fuel. It is recognized that cheaper 
fxiels are available and might perhaps be used, but in the 
present state of the art of building engines of this size, the 
use of gasoline will insure greater certainty of operation. 

PUMPS 

For the same reasons that led to their selection in connec- 
tion with the steam plant, multi-stage turbine pumps are to be 
preferred. It will be necessary, however, on account of the 
comparatively slow speed at which gas engines operate, to use 
piunps which are designed for slower speeds and connect them 
to the engines by belts or gearing. 

DESCRIPTION OF GAS ENGINE STATION. 

Plates 9 and 10 show the arrangement on which the cost 
of a station of this type is based. 

There will be five pumps of the multi-stage turbine type 
each capable of delivering not less than two thousand gal- 
lons of water per minute against a pressure of three hundred 
pounds per square inch when running at a speed of about five 
hundred and ten revolutions per minute. 

Each pump will be driven by a separate gasoline engine 
of the four-cylinder, horizontal, double acting type, capable 
of developing six hundred brake horse-power at a speed of 
one hundred and fifty revolutions per minute. 

On account of the high speed at which the pumps will 
operate and the large amount of power to be transmitted, it is 
not deemed safe to use gears for connecting the engines and 
pumps and therefore a rope drive is to be used. This will 
consist of two separate continuous rope drives for each unit, 
each drive having twelve wraps of one and one-quarter inch 
rope. By adopting this arrangement, it will be possible should 
an accident happen to one of the ropes at a time when the 
pump is urgently needed, to remove that rope and operate on 
one rope until there is time to replace the injured one. 

Space is to be provided for the installation, when neces- 
sary, of the additional pumps and engines shown on the 
plans. 

The six steel tanks shown on the plans for the storage of 
gasoline have been designed so that gasoline may be stored 
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under water, thus providing against the danger of fire or 
explosion. Their capacity will be sufficient for the storage of 
fuel to operate the plant under service conditions for six 
months and leave in reserve a supply for the continuous ope- 
ration of the entire station at its ultimate capacity of sixteen 
thousand gallons per minute for forty-eight hours. 

In addition each station will be equipped with all neces- 
sary- suction and discharge pipes, strainers, check valves and 
gate valves ; venturi meters for measuring the water pumped, 
circulating pmnps for jacket water, air compressor, electric 
light plant, t>^Tnty-ton cranes, necessary grating, ladders, 
etc. 

COST OF INTERNAL COMBUSTION ENGINE PLANT. 

The cost of the above described plant ready for operation, 
exclusive of the real estate on which it is to be located and the 
intake tunnel, is estimated to be as follows : 

5—600 B. H. P. Gasoline Engines $165,990.00 

5 Rope Drives 4,560.00 

5 Turbine Pumps 40,000.00 

Gasoline Tanks 3,742.00 

Gratings, Stairs and Railings 2,660.00 

Exhaust Piping 1,160.00 

Pumps and Pipe for Water Circulation 3,250.00 

Electric Lighting Plant 2,174.00 

2— 20-ton Electric Cranes 17,106.00 

Air Compressors — Receivers and Pipe 4,200.00 

Suction and Discharge Pipes and Fittings 7,255.00 

2 Venturi Meters 2,000.00 

Building (including Machinery' Foundations) 81,283.00 

Plans and Supervision 16,769.00 

Contingencies 16,769.00 

Total $368,924.00 

COST OF OPERATING INTERNAL COMBUSTION ENGINE PLANT. 

In preparing the following estimate of the cost of main- 
taining and operating this plant, the same assumptions as to 
time of operation and power required have been made as for 
the steam plant already described. The fuel consumption 



FOR SAN FRANCISCO. CALIFORNIA 109 

has been assumed at one-eighth gallon per brake horse-power 
per hour: 

Cost of operating gasoline plant : — 

Fuel, 23,250 gallons Gasoline at 17c $ 3,952.50 

Attendance, 1 Chief Engineer at $2100 $2100 

2 Assistant Engineers at 1800 3600 

3 Oilers at 1200 3600 

9,300.00 

Supplies 200.00 

Repairs 1,845.00 

$15,297.50 
Adding to this the fixed charges, interest at 5% and 

depreciation, 2% 25,825.00 

We have as the total cost of operation $41,122.50 

REASONS FOR RECOMMENDING STEAM PLANT. 

It appears from the above estimates that the cost of ope- 
ration of the steam plant will be $39,093.00 per annum as 
against $41,122.50 per annum for the internal combusion en- 
gine plant or that the steam plant will be cheaper to operate 
by $2,029.50 per year. While it might be found possible 
after the plant was completed, to use a cheaper grade of fuel 
than gasoline and so reduce the cost of operation of the in- 
ternal combustion engines below that of steam engines, it is 
apparent that the saving which might be realized can not be 
great. 

Taking into consideration the greater safety with which 
suitable fuel may be stored, the greater simplicity of the 
mechanical equipment, its greater reliability, and the fact that 
men competent to operate such a steam plant are always 
available at a moment's notice, there can be no question but 
that the steam plant ofl'ers the most desirable type of motive 
power for this service. 

FIRE BOATS. 

Two steel fire boats will be constructed. Ordinarily they 
will be used for the protection of property in the vicinity of 
the water front and Channel street. In the event of a general 
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conflagration they may be used to deliver water from the bay 
into the distributing system through connections provided 
on the wharves, or directly into hose lines which can be laid [^ 
to the scene of the fire. Should portions of the distributing j^ 
system in the artificially filled in or mcKle ground along the :i|U 
bay shore be destroyed they will be of great value in protect- 5iy 
ing property within those districts. it 

In constructing and maintaining these fire boats it is 
recognized that the city will be assuming an expense in pro- 
tecting wharves and other State property along the water 
front, which it has been claimed, should be borne by the 
State. Attention is directed to the fact that although the 
wharves and buildings thereon belong to the State, the greater 
part of the merchandise on the docks, together with adjacent 
buildings and their contents, are largely the property of citi- 
zens of San Francisco and that this city is more vitally con- 
cerned in the safety of the water front and vicinity than is the 
State. Adequate protection can be had only through co-ope- 
ration of fire boats with the local fire department and the 
most certain method of insuring this is to have both main- 
tained and operated under the direction of the Chief En- 
gineer of the San Francisco Fire Department. 

In the accompanying table (Plate No. 11), are listed the 
principal dimensions, the sizes of boilers, engines and pumps, 
and actual discharge capacities under service conditions of a 
number of American fire boats. The tests of discharge ca- 
pacity were made under the direction of the Committee of 
Twenty of the National Board of Fire Underwriters and as 
there could be no object in underestimating these capacities, it 
is reasonable to assume that they represent the best results 
which could be obtained at the time. 

It is to be noted that the actual discharge capacity of the 
great majority of these boats was considerably less than the 
rated capacity. This appears to have been due principally 
to the insufficient size of the boilers and is easily accounted 
for by the fact that in the desire to keep the dimensions of 
the boats small so as to permit of rapid maneuvering and at 
the same time to provide large pumping capacity, designers 
and builders have been over optimistic as to the results which 
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may be obtained from boilers and the quantity of steam that 
is required to operate pumps. It is not doubted that when 
these boats were new and the pumps in perfect condition, it 
was possible with all boiler surfaces clean and with picked 
coal, to operate them at their full rated capacities, but such 
conditions are rarely obtainable in service and boats should 
be designed with a view to service conditions and not for exhi- 
bition trials. 

It is desirable that a boat of the type recommended be 
placed upon the dry dock for cleaning and painting once 
every six months and in addition, occasional repairs to the 
machinery will necessitate her being out of commission for 
short intervals. In order that one boat may be available at 
all times, two boats are to be provided. 

Their design and arrangement are shown on Sheet No. 4. 
They are believed to be as large as can be utilized to advan- 
tage. Their approximate dimensions will be length over all, 
134 feet, 6 inches; length between perpendiculars, 125 feet, 
inches ; beam moulded, 26 feet, inches ; depth moulded, 13 
feet, 6 inches ; draft, 11 feet, inches ; displacement, 520 tons. 

The hulls will be constructed of steel in order to make 
them as light as possible and provide room for the installation 
of the necessary machinery and the storage of the fuel. This 
will also minimize the danger of their catching fire. They will 
be constructed in accordance with the highest requirements of 
Lloyd's or some other well known classification society. No 
advantage will, however, be gained by having them registered 
by these societies, unless it is desired to have them insured 
against marine accidents. 

Each boat will be fitted with two boilers of the water 
tube type, each having 2,770 square feet of heating surface 
and designed for a working pressure of 200 pounds per 
square inch. This type of boiler has been selected on account 
of the rapidity with which steam may be safely raised, be- 
cause for a given weight of boiler its capacity exceeds that of 
other types and for the reason that it may be easily and 
cheaply maintained. A boiler of the recommended size in use 
on San Francisco Bay has evaporated under the most favor- 
able conditions about 18,000 pounds of water per hour with 



I 12 AUXILIARY WATER SYSTEM FOR FIRE PROTECTION 

natural dralt. Under service conditions and ¥rithout any 
special preparations it can be depended upon to evaporate 
from 12,000 to 14,000 pounds per hour. Each boiler will be 
fitted with a separate smoke stack. The fuel used will be 
crude oil, provision being made for the storage of about 20,000 
gallons in tanks alongside of the boilers. 

In order to increase the ease with which they can be 
maneuvered, the boats will be provided with twin screws, each 
being driven by a cross compound vertical condensing engine 
of the inverted cylinder type, with cylinders thirteen and 
twenty-eight inches in diameter respectively, and with a com- 
mon stroke of twenty-one inches. Under 180 pounds steam 
pressure each engine will develop about 400 indicated horse- 
power at 135 revolutions per minute. This will drive the 
boat at between eleven and twelve knots per hour, which is 
sufficient speed. 

For reasons which have already been discussed the pumps 
will be of the multi-stage turbine type driven by steam tur- 
bine engines. There will be two sets installed in each boat. 
Experience in other cities has shown that pressures of over 
150 pounds per square inch are rarely required in fighting 
fires on the water front. It may, however, occasionally be 
necessary to pimip water into the distributing system or 
through excessively long hose lines and in this event pres- 
sures up to three hundred pounds per square inch will be de- 
sirable. In order that a maximum capacity may be obtained 
under each of these conditions, each pumping set will consist 
of two separate pumps each capable of delivering two thou- 
sand gallons per minute against a pressure of one hundred 
and fifty pounds per square inch. The casing of one of 
these pumps will be made sufficiently strong to withstand a 
pressure of three hundred pounds per square inch. The 
suction and discharge pipes will be arranged so that each 
pump may be connected to draw water from the bay and de- 
liver it into the delivery pipes on the boat, or one pump may 
deliver water from the bay into the suction of the other at a 
pressure of one hundred and fifty pounds per square inch 
and this pump will increase the pressure to three hundred 
pounds per square inch and discharge into the delivery pipes 
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of the boat. By this means a pumping set may deliver 4,000 
gallons per minute against a pressure of 150 pounds per 
square inch or 2,000 gallons per minute against a pressure of 
300 pounds per square inch without sensibly altering its effi- 
ciency. As there will be two sets in each boat the total dis- 
charge capacity of a boat will be 8,000 gallons per minute 
against 150 pounds per square inch, or 4,000 gallons per 
minute against 300 pounds per square inch. 

Assuming that the efficiency of these pumps w^ill be 60% 
and that the steam turbines will require twenty pounds of 
water per brake horse-power per hour, each pumping set whII 
require about 12,000 pounds of steam per hour for its ope- 
ration. It is recognized that these efficiencies are below those 
that will be guaranteed by responsible builders of this class 
of machinery, but it is required that the boats be able to 
work up to full capacity not only when first completed, but 
after several years of service. As the boilers will each easily 
evaporate 12,000 pounds of water per hour even if the heat- 
ing surfaces are somewhat foul, and it will not be necessary 
to operate both pumps and engines at full power at the same 
time, the proportions of machinery and boilers can be seen 
to be well on the side of safety. 

As the type of boiler recommended is not suitable for use 
with salt feed water, a surface condenser to condense the ex- 
haust steam will be installed. Air pumps are also to be pro- 
vided and the engines operated on a vacuum in order to fully 
utilize the power of the boilers. 

Two monitors and one water tower with interchangeable 
nozzles up to four inches in diameter are to be fitted on top 
of the deck house. Portable monitors with nozzles up to two 
and three-quarters inches in diameter are to be placed one at 
each end of the boat. In the rail on each side of the boat 
two sockets wiU be fitted to which portable monitors with noz- 
zles up to two and three-quarters inches in diameter may be 
connected and used for delivering streams alongside of the 
boat or under a wharf should occasion demand. 

It is proposed to provide suitable shields to be used in 
connection with these monitors for the purpose of protecting 
the operators from the heat in case it is necessary to approach 
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close to a fire and a system of sprinklers is to be so arranged 
as to play a spray of water over each monitor when desirable. 

Hydrant connections will be fitted at the sides and ends 
of the deck house near the deck for the purpose of connecting 
a number of hose lines for the delivery of water into the 
distributing system or leading hose lines to the scene of a 
fire. Space for storing hose will be provided under the deck 
at each end of the boat. 

Each boat will be provided with a steam steering engine 
in addition to the ordinary hand steering gear, a steam wind- 
lass, and an electric generator of 10 K. W. capacity to furnish 
current for lighting the vessel and for an 18-inch searchlight 
on top of th? pilot house. Tow bitts, for use in case it is neces- 
sary to tow vessels away from burning wharves, are also to 
be fitted. 

In addition the boats will be furnished with a full equip- 
ment of compasses, life boats, davits, life preservers, life 
buoys, lights, anchors and chains to comply with the Rules 
and Regulations prescribed by the Board of Supervising In- 
spectors of the United States Steamboat Inspection Service. 

The spaces at the ends of the hull will be finished for use 
as trimmin^^ tanks and for the storage of fresh water to be 
used in making up losses in boiler feed water. 

With the exception of the galley, which is intended for 
the preparation of hot food in case the boat is detained at a 
fire for a long period, no living quarters are to be provided on 
the boats. 

A house is to be constructed on the wharf at which the 
boats will be stationed. It is planned that an office for the 
Chief Engineer, telephone, and sitting rooms, be provided on 
the first floor. On the second will be a dormitory, bath rooms 
and officers' quarters. In addition there will be a hose tower 
at one end. 

DISTRIBUTING SYSTEMS. 

It has already been stated that the protected area is to be 
divided into an upper and a lower zone. Each of these zones 
will be supplied with water through an independent distrib- 
uting system. These distributing systems may be connected 
into one. upon an emergency, as will be seen later. 
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The size and location of the net work of pipes forming 
the distributing systems are shown on Sheet No. 1 of the ac- 
companying plans. 

From the distributing reservoir near the crossing of 17th 
and Ashbury streets, three 18-inch pipes will connect with 
the system. Of the two which directly supply the upper zone, 
one will lead down Ashbury and Haight streets and the other 
down Clayton and Hayes streets to the gridiron of the upper 
zone. The third will lead down 17th street to the junction of 
Market and Castro streets, and may be connected directly with 
the lower zone by the opening of a hydraulicly operated gate 
valve to be located at the junction of Market and 17th streets. 

Upper Zone. — The upper zone includes the higher portions 
of Districts No. 1 and No. 4 of the protected area. It will be 
completely encircled by 14-inch and 18-inch pipes and the 
streets of the section west of Van Ness avenue will be traversed 
at frequent intervals in both directions by lines of pipe 12 and 
14 inches in diameter. 

The section east of Van Ness avenue, which includes the 
summit and adjacent slopes of Nob Hill, will be traversed in 
an easterly and westerly direction by 12-inch mains, two 
blocks apart. There will also be provided a number of 10-inch 
mains in the north and south streets, together with a 14-inch 
and 18-inch main on Jones street 

It is provided that a 20-inch main connecting the distrib- 
uting system of the upper zone with the Black Point pumping 
station will be constructed from Van Ness avenue and Pacific 
street along Pacific, Polk and Filbert streets. Van Ness avenue. 
North Point and Polk streets. 

The distributing reservoir of the lower zone can be sup- 
plied from the Twin Peaks storage reservoirs through the dis- 
tributing system of the upper zone at the rate of 12,000 gal- 
lons per minute. 

Lower Zone. — The lower zone includes the lower portion of 
Districts Nos. 1, 2 and 4, together with all of District No. 3 of 
the protected area. 

This zone will, under ordinary circumstances, receive its 
supply from the distributing reservoir to be constructed in 
Jones street between Sacramento and Clay streets. Two 18- 
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inch pipes will connect this reservoir with the distributing 
system. One, to be constructed along Riley, Taylor and 
Sacramento streets, will connect with the 18-inch main in 
Kearny street. The other will be laid along Jones, Sacra- 
mento and Taylor streets and connect with the distributing 
system at Sutter street. 

District No. 1. — The eastern portion of this district will be 
traversed by a line of pipe 18 and 20 inches in diameter which 
will connect the Black Point and Rincon Hill Pumping Sta- 
tions. Starting with a diameter of 20 inches at the Black 
Point Station, it will be laid along Polk, Bay, Hyde, Francisco, 
Leavenworth and Lombard streets to Montgomery avenue, 
where its diameter will be reduced to 18 inches, thence along 
Montgomery avenue, Kearny, Market, New Montgomery, Mis- 
sion and Second streets to Folsom street, where its diameter 
will be increased to 20 inches, thence along Second street to 
the Rincon Hill Station. 

The above route is entirely over solid ground and no spe- 
cial precautions will be necessary to protect this main from 
damage by severe earthquake shock. 

Another main line pipe of 18 to 20 inches in diameter will 
extend westerly and northerly from the Rincon Hill Pumping 
Station. Starting with a diameter of 20 inches, it will be laid 
along Townsend street, Sanford Place and Brannan street 
to Third street, where it will be reduced to 18 inches, thence 
along Brannan, Seventh, Bryant, Chesley, Harrison, Ninth, 
Folsom, Eleventh, Market streets and Van Ness avenue to 
Fulton streets where it will deflect westward along Fulton and 
Franklin streets to Ellis street, in order to avoid a dangerous 
region in which there were a number of breaks in Spring Val- 
ley pipes. 

Brannan street cr( sses an old arm of Mission Bay, which, 
together with some tributary sloughs, formerly extended in 
a northwesterly direction to the vicinity of Seventh and 
Mission streets. A portion of this area together with the ad- 
jacent filled mud flats suffered considerable disturbance in 
consequence of the recent earthquake. However, as Brannan 
street was one of the first filled streets constructed in this 
vicinity and in the portion between Seventh street and Second 
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street, no serious displacement occurred during the earth- 
quake, it has been selected as the most desirable street in 
which to construct a main across Mission Flats. During its 
construction borings should be made and the pipe provided 
with a pile foundation, designed with consideration of the 
effects of earthquake, wherever the ground does not afford 
sufficient support. 

An 18-inch main is also to be provided through the center 
of this district along Market street, connecting the 18-inch 
main that crosses Market street at Kearny street to the 18-inch 
main that crosses at Eleventh street 

A maximum protection is to be given the portion of the 
district bounded by Market street, Van Ness avenue. Bush, 
Stockton, Washington, Dupont streets, Broadway and the Bay 
shore, which includes the greater part of the congested value 
district. Mains are to be constructed on practically all the 
easterly and westerly streets and these are to be connected 
with the mains on the northerly and southerly streets at inter- 
vals of two and three blocks. 

Mains will be laid along the Bay shore northwesterly from 
Broadway as far as the northerly end of Powell street and on 
the adjacent low lands extending to the base of Telegraph 
and Russian Hills. 

The area south of Market street bounded by the bay shore, 
Channel, Division, Eleventh and Market streets is to be grid- 
ironed with mains on all the principal streets. 

DiSTRLCT No. 2. — The new wholesale and warehouse district 
will be protected by 12-inch mains on Kansas, Minnesota, Six- 
teenth and Seventh streets. 

District No. 3. — Mains from 10 to 18 inches in diameter 
will entirely surround this district. An 18-inch main is pro- 
vided along ^farket street from Eleventh to Castro streets, and 
a 14-inch along Castro, Eighteenth, Dolores, Twenty-second 
and Guerrero streets to Twenty-fourth street. In addition the 
district will be frequently crossed in both directions by mains 
10 to 12 inches in diameter. 

District No. 4. — The section of this districe in the lower 
zone is to be protected by 12-inch pipes on Fell street between 
Fillmore and Van Ness avenue and on Laguna street between 
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Market and Ellis streets, together with a 14-ineh main on 
Golden Gate avenue between Fillmore and Franklin streets. 
Connections Between Zones. — Along the common bound- 
aries of the upper and lower zones, the mains of the lower zone 
will be extended and connected with the mains encircling the 
upper zone. These connecting mains will be provided with 
gate valves which will be normally closed. Whenever it is de- 
sirable to reinforce the lower zone, water may be obtained 
directly from tue upper zone by opening these gates. 

PIPE SYSTEM. 

After consideration of the requirements of high pressure, 
together with the probable effects of earthquake shock and 
the fact that salt water may at times be used in the system, 
the conclusion has been reached that cast-iron is the most 
desirable material for the pipes. 

In firm ground they are to be of the bell and spigot tj'pe, 
with a specially designed lead joint. There are to be deep 
double lead grooves in both spigot and hub end of each pipe, 
so placed that when the pipes are laid they will be opposite 
one another. This type of joint is in successful use in several 
Eastern cities and a number of tests under a pressure of 450 
pounds per square inch show a remarkably small amount of 
leakage. 

In areas of artificially filled or made ground a special 
type of cast-iron pipe and joint as shown on Plate No. 12 will 
be used. This arrangement will permit of considerably more 
movement in the pipes than will the ordinary bell and spigot 
joint. 

The popular belief that it is impossible in countries sub- 
ject to earthquake to construct and maintain pipe lines with- 
out providing flexible joints at frequent intervals to permit of 
relative movement between different lengths of pipe is not 
altogether correct. 

The relative movement of two nearby points on solid 
ground on the same side of an earthquake fault is so small as 
to be inconsiderable, or in other words, the surface of the 
earth in so far as two points, say fifty feet apart are con- 
cerned, moves practically as a whole and the amount of the 
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relative movement which occurs between adjacent pipe lengths 
need not be considered. On opposite sides of a fault, and in 
areas of soft alluvium and in artificially filled or made ground, 
the relative motion which may occur is so great that it is 
practically impossible to provide against the destruction of 
pipe. The method by which it is proposed to preserve the 
usefulness of the sections of the distribution system in firm 
ground in case the pipes are broken in the areas of artificially 
filled or made ground is set forth in the description of the gate 
system. 

The thickness of the pipes to be used will depend upon the 
pressure in the district within which they are to be laid. This 
thickness, together with the weights, for the various pressures, 
is shown on the accompanying table, Plate No. 13. 

All mains will be connected where they intersect in order 
to obtain as perfect a circulation as possible and where there 
are curves in the lines the sections of pipe will be bolted to- 
gether with wrought iron rods. The hydrants and 8-inch 
connections will be bolted to the mains in the same manner. 

On account of their weakened sections the special three and 
four way branches will be constructed of cast steel on pipe 
lines subject to static pressures of 400 feet and over. 

The friction losses of the system have been carefully com- 
puted with due consideration of the facts that the carrying 
capacity of pipe systems are considerably reduced by age and 
that portions may be out of use on account of the necessity of 
making repairs. 

Fire boat connections will be provided along the water 
front and on Channel street. These connections are to be in- 
stalled in duplicate — one on the Bulkhead line and one at 
the Pier head line. The necessity for this arises from the fact 
that if they are provided only at the Pier head line they are 
liable to be put out of service and if only at the Bulkhead line, 
they would seldom be available for use as the space between 
the piers is generally filled with ships which would have to 
be removed before the fire boats could enter. 

To remove sediment from the mains, blow off vaives will 
be provided at the low points of the distributing system. They 
will be arranged to discharge directly into the sewer. 



120 AUXILIARY WATER SYSTEM FOR FIRE PROTECTION 

To prevent the accumulation of air in the pipe lines, auto- 
matic air valves will be installed at the summits or high 
points of the pipe system. 

Automatic relief valves will be installed at a number of 
points on the distributing system of each zone to reduce the 
dangerous eflfects of water hammer. As these devices have 
been known to fail at critical times because of lack of attention 
they will be located in selected fire engine houses, where they 
can be inspected and given the necessary care to insure their 
successful operation. They will be arranged to discharge into 
the sewer. 

Location op Mains in the Streets. — For a number of 
years, the various public service corporations have been con- 
structing pipe and conduit systems in the City streets. This 
work has proceeded regardless of any city supervision or regu- 
lation and generally upon no settled plan. The apparent de- 
sire of all has been to occupy the most available space and to 
be as near the surface as practicable. 

The sketch on Plate No. 14 shows the confusion of conduits, 
pipe lines, surface railways, etc., existing at the crossing of 
Ninth and Mission streets and indicates in a general way the 
difficulties that will attend the construction of an additional 
pipe system in this city. 

Prior to April 18, 1906, the City Engineer commenced to 
assemble on Maps of a suitable scale, all of the available data 
regarding structures occupying the streets. These maps, to- 
gether with a number of the original records of the public 
service corporations were destroyed in the fire. However, the 
work has been started again and is well under way. 

In general the location and depth of the mains will depend 
upon the position of the above mentioned underground struc- 
tures. However, it is desirable where possible, that they be 
laid on the opposite side of the street from the gas mains. In 
the high building districts, their tops should be not less than 
five feet below the surface. In outlying districts, this depth 
may be safely reduced to three and a half feet. 

GATE SYSTEM. 

Gate valves will be so placed that the main in any one 
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block may be cut off from the rest of the system for the pur- 
pose of making repairs or inspection without seriously affect- 
ing the supply to hydrants on other blocks. 

The buildings on the areas of artificially filled or made 
ground already described are to be afforded the same fire pro- 
tection as those situated on more solid ground but the proba- 
bility of the entire fire protection system of the city being put 
out of service by the destruction of the fire mains in these 
areas is to be guarded against by the special arrangement of 
the pipe and gate system described below. Each of these 
areas will be provided with its own distribution system of 
special pipe which will ordinarily be fed through one open 
gate valve of sufficient size to provide the necessary supply 
for private fire services and for all ordinary fires. The mains 
in each street will be extended to connect with the near-by 
mains of the distribution system of the lower zone. They will 
be provided with gate valves which will normally be closed. 
Should the ordinary supply furnished to these special distribu- 
tion systems in areas of artificially filled or made "ground prove 
insufficient, it can quickly be increased by opening these closed 
gates on the boundaries of the district. These gates should be 
closed as soon as the necessity for their being open has passed. 
As the result of severe earthquake shock, should the mains 
forming the distribution systems in these districts be broken, 
it will be possible, by closing only five gate valves to entirely 
disconnect all of these broken mains from the distributing sys- 
tem of the lower zone. Even in the event of the occurrence of 
an earthquake equal in intensity to that of April 18, 1906, no 
difficulty should be experienced in closing these gates. This 
arrangement makes it possible for the pipes in the areas of 
artificially filled or m>ade ground to be put out of service with- 
out seriously interfering with the effectiveness of the remaining 
parts of the system. If fires break out in these areas while the 
valves are closed it will be necessary to depend for the water 
necessary to extinguish them upon the cisterns which are de- 
scribed later or to lead long hose lines from hydrants on the 
adjacent firm ground or from the fire boats, into the districts. 
"While it will not be possible to concentrate large volumes of 
water during emergencies as quickly by this means as if the 



122 AUXILIARY WATER SYSTEM FOR FIRE PROTECTION 

fire mains were un-damaged, it is believed that sufficient quan- 
tity will be available to prevent a general conflagration. 

All gates, with the exception of those on hydrant connec- 
tions, will be enclosed in brick or reinforced concrete cham- 
bers, to facilitate inspection or repairs. In order that they 
may be readily located in emergency they will, when practica- 
ble, be similarly situated in all street crossings and the gate 
chambers will be provided with special manhole frames and 
covers of distinctive design. 

In order to prevent disarrangement of the gate system, all 
gates will be so designed that the cover of a. gate chamber 
which has been removed for the purpose of opening a closed 
gate can not be replaced until the gate has been closed nor can 
the cover be closed over a gate which is normally open unless 
the gate is open. 

The gates on all mains 12 inches and over in diameter 
will be the next size smaller than the main on which they are 
installed, a reducer being provided on each side of the gate. 
The advantages of this arrangement, viz., the reduction in 
cost and greater ease with which the gates may be opened or 
closed, more than offset the slight increase in the friction 
losses of the system. 

The gate valves will be of the single disc or wedge type 
with inside screw, and those 12 inches or more in diameter 
are to be provided with by-passes. 

They will be designed with a view to use with salt water 
and bronze will be employed wherever corrosion is likely to 
interfere with their strength, durability or proper operation. 
All bolts will be mild steel, the stem of Tobin bronze. The 
gears, gear bracket, gland. stuflSng box, bonnet, disc, by-pass 
elbows and operating nut of all gates will be made of cast-iron 
having a tensile strength of not less than 18,000 pounds per 
square inch. 

All valves will be designed for a working pressure not less 
than the maximum static head at the location in which they 
are to be used and tested to a pressure of at lea.st twice the 
working pressure, and the gears are to be so proportioned that 
the gates can be readily operated by one man. 

HYDRANTS. 

The hydrants will be so placed in the congested value dis- 
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trict that with hose lengths not exceeding 400 feet, 15,000 gal- 
lons per minute can be concentrated on any area of 100,000 
square feet (15,000 gallons per minute is equal to the ca- 
pacity of about twenty-eight of the ordinary city steam fire 
engines). In other parts of the protected district they will 
be so situated that from 8,000 to 12,000 gallons per minute can 
be concentrated on a block. 

The connections between the hydrants and the mains will 
be eight inches in diameter and provided with a gate valve 
with a cast-iron gate box. The hydrant will be located, where 
possible, on the opposite side of the street from the main and 
the gate valve will be placed as close to the main as practica- 
ble so that in case of injury to the hydrant, the gate will be 
accessible for shutting off the water. 

The hydrants should be of the post type, designed to open 
against the pressure and with a view to their use with salt 
water. Bronze will be used wherever corrosion is likely to 
interfere either with their strength, durability or proper oper- 
ation, and in all metal parts of the valves and valve seats. 

The outlet nozzles should be controlled by independent 
valves. The area of the water way through the main valve 
should not be less than 28 square inches. The internal diam- 
eter of the stand pipe should be nine inches. The inlet at the 
base of the hydrant wiU be eight inches internal diameter. 
The hydrant should be so designed that all valves, seats, spin- 
dles, etc., can be removed without disconnecting the hydrant ; 
and that the main valve can be opened and closed by one man 
using a 15-inch wrench, when the hydrant is under the full 
static pressure. 

The hydrants used in each zone should be distinctively dif- 
ferent in design. They will be designed for a working pressure 
not less than the static head under which they are to be used 
and a test pressure of at least twice the working pressure. 

ELECTROLYSIS. 

After the system is completed it will be necessary that elec- 
trolytic investigations be made to determine if there is any 
difference in potential between the pipes and the rails of 
the electric street railways. In areas in which this condition 
exists it will be necessary that proper remedial meaisures be 
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promptly adopted in order to protect the pipe from electro- 
lytic corrosion. 

SYSTEM OF FIRE CISTERNS. 

The ordinance authorizing this report directs that the 
Board of Public Works procure through the City Engineer and 
file with the Supervisors plans and estimates of cost of a sys- 
tem of cisterns of suitable capacity, to be constructed at such 
location in the business and residence sections as may be desig- 
nated by the Chief Engineer of the Fire Department," 

Sheet No. 3 shows the locations at which the Chief Engineer 
of the Fire Department designates that sixty of the proposed 
fire cisterns are to be constructed. Provision is made in the 
estimate for the construction of forty additional ones at such 
points as may appear desirable during the installation of the 
system. 

The capacity of each of the cisterns is to be 75,000 gallons 
and they are to be constructed of concrete reinforced with 
steel. 

TELEPHONE SYSTEM. 

To provide a means of conununication between the officers 
of the Fire Department at the scene of a fire and the men on 
duty at the pumping stations and gate houses, a telephone 
system of 395 phones for the sole use of the department is in- 
cluded as part of the proposed system. The proposed locations 
of the call boxes and central stations are shown on sheet No. 2. 

Two telephone switchboards will be installed, one in each 
pumping station, each of which will serve about one-half the 
call boxes in the protected district The two central stations 
at the pumping stations will be connected by four trunk lines 
and in addition there will be a line from each central station 
to the nearest offices of the Home Telephone Company, the 
Pacific States Telephone Co., and the central office of the Police 
and Fire alarm systems. These connections will be available 
in emergency to communicate with the stations and gate houses 
of the system if, for any reason, part of the special service is 
out of use. Two lines from each central station will run to 
each of the gate houses and the fire boat stations. 

In general there will be six call boxes on each circuit, and 
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the circuits will be so arranged that those in areas of arti- 
ficially filled or mude ground can go out of service without 
affecting any other circuits. The call boxes will be provided 
with connections for portable instruments to be carried by the 
officers of the department and will be so located that at least 
one will be within convenient distance of any part of the 
protected districts, the distance from any hydrant to the near- 
est box not exceeding one block. 

To insure the maximum reliability of service all telephone 
wires will be underground. 

For the purpose of wiring this system, it is proposed, as 
far as they are available, to use the underground conduits at 
present being installed by the City, and those ducts of the 
underground conduit systems of the Home, and Pacific States 
Telephone Company, which under the terms of their franchise, 
are for the exclusive use of the city. 

FUTURE EXTENSIONS OF SYSTEM. 
It is believed that the proposed system will meet all the re- 
quirements of the City for a number of years to come. At 
some future time should it be found desirable to increase the 
quantities of water available or to extend the distribution sys- 
tem to cover additional territory or should any areas require 
more extended protection, such additions may readily be made 
as the system is so designed that it can be extended to meet 
future requirements. As previously indicated, the capacity of 
each pumping station may be increased six thousand gallons 
per minute, additional distributing reservoirs may be con- 
structed on any of the numerous sites in the City and fire 
mains and appurtenances may be laid without reconstructing 
any part of the system herein recommended. 

METHOD OF OPERATION. 

The following is a brief statement as to how the proposed 
system will be operated. 

With the exception of the special telephone service which 
should be maintained by the Department of Electricity, the 
system should be under the direction of the Chief Engineer 
of the Fire Department. 

The department will be notified of the discovery of a fire 
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in the same manner as at present Upon arrival at the scene 
of the fire the operator accompanying the Chief or Battalion 
Chief in command will connect a set of portable telephone in- 
struments to the most convenient call box, thereby establish- 
ing communication with the central telephone station, the gate- 
men at the distributing reservoirs, the pumping stations and 
the fire boat station. 

The mains in the low lying areas of the lower zone will 
ordinarily be under a static pressure of about one hundred and 
forty pounds per square inch. In the higher parts of this zone 
the pressures will range downward to sixty-six pounds per 
square inch, depending upon the elevations of the mains. These 
pressures will be adequate for private fire service and the 
control of ordinary fires. If, during the progress of a fire, 
the oflScer in charge desires the pressure increased, he can tele- 
phone to the gateman at the Clay street reservoir, who, can 
by operating the necessary hydraulicly controlled gates, con- 
nect the mains of the lower zone directly with the mains of 
the upper zone. If, for any reason, the pressure or the quan- 
tity of water so obtained is not sufficient, the gateman at the 
Seventeenth street reservoir can be notified to open the gate 
on the eighteen-inch main in Seventeenth street at Castro 
street which connects the distributing reservoir of the upper 
zone with the distributing system of the lower zone. By these 
means the static pressures in the mains in the low lying areas 
of the lower zone will be increased to about two hundred and 
fifteen pounds per square inch and in the higher parts they will 
range downwards to one hundred and thirty pounds per square 
inch depending upon the elevation of the mains. Should it be 
desirable to still further increase these pressures, the gate- 
man at the Seventeenth street reservoir can, by operating the 
proper gates feed the mains of the lower zone directly from 
the Twin Peaks reservoirs. This will raise the pressures in 
the low lying areas of the lower zone to about three hundred 
and twenty-seven pounds per square inch and in the high re- 
gions they will range downwards to two hundred and fifty- 
seven pounds per square inch. 

The distributing system of the upper zone will normally be 
supplied with water from the Seventeenth street reser\'oir. The 
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static pressures in the mains in the lower areas will be about 
one hundred and seventy-two pounds per square inch; in the 
higher regions they range downwards to seventy-five pounds 
per square inch. If desired, these pressures can be increased 
by operating the proper gates at the Seventeenth street dis- 
tributing reservoir and feeding the distributing system di- 
rectly from the Twin Peaks storage reservoirs to about two 
hundred and eighty-four pounds per square inch in the mains 
of the lower areas, and in the higher areas they will range 
downw^ards to one hundred and seventy-seven pounds per 
square inch. 

The working pressures when large quantities of water are 
being drawn from the system will be materially less than the 
static pressures given above. When the mains of the lower 
zone are connected to the Twin Peaks reservoirs and water is 
being delivered therefrom at the rate of 15,000 gallons per 
minute the working pressure will be about 229 pounds per 
square inch at the foot of Market street. 

Should the pressure or quantity of water delivered in either 
zone for any cause be insufficient, the supply may be increased 
by transmitting the necessary orders to the Salt Water Pump- 
ing Stations and having them put in service, and, in addition, 
when necessarj^ the fire boats may be connected to pump into 
the distributing system. 

With the large storage capacity provided it will not be 
necessary' to operate the fresh water pumping stations during 
the progress of a fire and the piunping necessary to keep the 
reservoirs full may be done at any time. The machinery will 
need little attention. The closing or opening of a switch and 
two gate valves will be all that is required to start or stop a 
pump. It will be necessary to occasionally fill the oil cups 
and wipe the grease and dust off the machinery-. One man in 
each station can easily attend to these duties. 

Six men, for whom quarters will be provided will be re- 
quired to operate each salt water pumping station. They will 
work in three eight-hour shifts, two to a shift, but those off 
watch will be required to remain in the station. Upon the 
receipt of a call for the operation of a station, the men off duty 
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will be required to report immediately and remain until their 
services are no longer necessary. 

One boiler is to be maintained at all times, under full 
steam pressure, ready for instant service and water from this 
boiler is to be circulated through two of the remaining three 
so as to keep them hot and under a steam pressure of say ten 
pounds. The remaining boiler may be laid up for cleaning or 
repairs. 

Upon the receipt of a call for the operation of the station 
the fires under the two hot boilers will be lighted and full 
steam pressure raised as rapidly as possible. An experiment 
made upon a similar boiler in this city indicated that this will 
not require more than twenty minutes. 

It will be possible to start one pumping unit immediately 
after the receipt of a call and operate it by means of the boiler 
under steam. At the expiration of twenty minutes or less, a 
second unit may be started and the remaining three can be 
put into service in rapid succession. Within twenty-five or 
thirty minutes the five units in a station should be in service 
and each station be delivering ten thousand gallons per 
minute into the distributing system. It is believed that under 
no circumstances will it ever be necessary to start all of the 
pumps in so short a time as this. 

Each station is to be equipped with automatic instruments 
which will record the time of the receipt of all calls, the steam 
pressure on each boiler, the time at which each pump is started 
and the pressure and quantity of water delivered. The daily 
records from these instruments should be filed in the office of 
the Chief of the Fire Department. They will provide evidence 
of the efficiency of the operating force. 

For the purpose of drilling the crews and to insure the 
stations being constantly ready for immediate service, calls 
for the operation of one unit in each station should be sent 
in at irregular intervals, averaging about one call per day, and 
about once a week each station should be operated at full 
capacitj' for a short period. Connections are to be provided 
on the discharge pipes so that the water pumped during these 
practice drills may be discharged back into the bay and not 
into the distribution svstem. 
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One fire boat is to be maintained with steam up, ready for 
service. The other will be held in reserve and except when she 
is on the dry dock or undergoing repairs may be put into serv- 
ice when necessary. 

The crew for operating the boats will consist of : 

3 pilots. 

1 Chief Engineer. 

2 Assistant Engineers. 
5 Oilers. 

2 Stokei-s. 

One pilot, one engineer, two oilers and one stoker should be 
on duty at all times, ready for immediate service on the boat 
in service. The same number should be available at short no- 
tice in case it is necessary to use the reserve boat. The re- 
mainder may be allowed to be absent from the station with the 
permission of the Chief Engineer of the Fire Department. 

The duties of deck hands are to be performed by hosemen 
or members of the fire crew. As the principal duties of these 
men will be those of hosemen, they should be chosen from the 
regular employees of the fire department, and assigned to duty 
by the Chief Engineer of that department. At first and until 
it is possible to determine by experience what officers and men 
are necessary, it is suggested that arrangements be made so 
that not less than one officer and six hosemen will be available 
for duty on each boat at all times. 

The boat in service will be maintained with one boiler 
under full steam pressure at all times. The" other will be kept 
under a steam pressure just sufficient to insure its being hot. 
The boiler under steam will be sufficient for the operation of 
the main engines or for one half of the pumps. If fires are 
lighted under the other boiler immediately upon the receipt of 
a call, it will be possible to have both boilers under full steam 
pressure by the time the boat arrives at the scene of the fire 
or within a few minutes afterwards. 

When necessary to place a boat in the dry dock for cleaning 
and painting or to make any repairs, that boat will be put in 
reserve and the other placed in service. Under these condi- 
tions it will be desirable to assign one crew to duty on the re- 
serve boat to assist in any work that is being done and to alter 
the watches to suit. 
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Ordinarily the boat in reserve will be stationed at her 
berth ready for service but without fires under the boilers. 
Should a large fire make it desirable to use this boat it will be 
possible, with the type of boiler recommended to raise steam 
and put the boat in service in from thirty to forty minutes. 

It was stated in describing the types of service desirable, 
that hand held streams can not be safely utilized with nozzle 
pressures in excess of seventy-five pounds per square inch. 
As the nozzle pressure is partly dependent upon the length of 
hose used and as the different hose lines used at a large fire 
are of widely varying lengths, it is evident that the hydrant 
pressure suitable for one stream may be either too high or too 
low for other streams. In order to avoid the danger of insufK- 
cient pressure, provision has been made for pressures as high 
as will be required under the most exacting conditions. 

The safety of the hosemen is to be assured by means of 
the hydrant pressure regulator described below. Each hose 
is to be equipped with a fitting to be attached to the hydrant 
outlet between the hydrant and the hose. This fitting will 
consist of a throttle valve next to the hydrant by means of 
which the amount of water flowing into the hose may be regu- 
lated, a pressure gauge which will indicate the pressure in the 
hose, and a relief valve which will open and discharge any 
surplus water into the street in case the throttle valve is 
opened so that the pressure in the hose becomes too high. This 
relief valve will be adjustable so that it may be set to open at 
any desired pressure between seventy-five and two hundred 
and fif tj'' pounds per square inch. A man should be detailed 
from each hose company whose sole duty it shall be to stand 
at the hydrant and manipulate the throttle valve. The use 
of this regulator will make it perfectly safe for the oflScer in 
charge at a fire to order the pressure in the distributing mains 
increased without notifying the men stationed at the various 
hydrants. The gauge will show the increase of pressure as 
soon as it occurs and if, for any reason, the throttle valve is 
not promptly closed, the relief valve will open and prevent any 
accident to the men handling the hose. 
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USE FOR SANITARY AND FLUSHING PURPOSES. 

It has long been advocated that it would be desirable to 
utilize water for washing the streets, and that this service 
could be successfully secured in connection with an auxiliary 
water supply system for fire protection. Consideration of the 
existing conditions indicates .that the suggested combination 
of a street cleaning and fire fighting device is not desirable. 
Any water lised in washing the streets will find its way, to- 
gether with any dirt that it will gather, to the nearest available 
catchbasin or cesspool where the heaviest portion of whatever 
it may be carrying in suspension will be deposited. The water, 
together with the lighter part of its load will flow to the 
sewer where the major part of this will in turn be deposited. 

Properly designed sewers are given sufficient grade to be 
self -cleansing, but it is a well-known fact that every one of the 
important outfall sewers draining the protected districts are in 
such condition that the only way that they can be cleansed is 
by sending men into them, who shovel the dirt into buckets 
in which it is hoisted to the surface by hand and deposited in 
wagons to be hauled away. The catchbasins are also cleaned 
by men shoveling their contents into wagons by which it is 
hauled away. 

It is far cheaper, not to mention less objectionable to sight 
and smell, to shovel dirt from the pavement directly into 
wagons than to wash it into sewers and cesspools, and then to 
hoist it out in buckets by hand and shovel it into wagons. 

There is a question as to what extent it is advisable to flush 
paved streets with water under pressure because of the possi- 
bility of injuring the pavement. It appears that this is ac- 
complished not only through the erosive effect of the stream 
upon the surface of the pavement, but it washes the filling 
material out from the joints of a block pavement and the 
blocks themselves may be disturbed. 

In regard to the value of flushing as a means of cleaning 
the sewers of this City, the following extract from a Report 
upon a System of Sewers for the City and County of San 
Francisco^ dated October 21, 1899, proposed by C. E. Grunsky, 
Civil Engineer in Charge and Marsden Manson and C. S. 
Tilton, Associate Engineers, is of interest. 
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^^The custom of attempting to flush the defective sewers of 
San Francisco in the late summer and early autumn months 
has given rise to the idea that all sewers need flushing. It is 
made very apparent through the sense of smell that they need 
something, and it is at once concluded that flushing is the 
remedy. But the examination conducted in 1892-93 by the 
Board of Engineers shows plainly that the defects in the sew- 
ers are such that flushing cannot accomplish its purpose, a)id 
that when these defects shall have been corrected, the nui- 
sances which appear to call for flushing will hardly occur, and 
properly applied flushing devices and the ordinary application 
of flushing by water may then be made efficient when neces- 
sary, ^^ 

^'It should be well understood tJiat in a well-designed and 
well-constructed sewer system, the mains and sub-mains should 
remain clean or may be entirely cleansed by flushing devices 
utilizing the sewage itself for this purpose," 

**The entire lack of system which characterizes the existing 
sewers of this City has given a very exaggerated importance 
to the idea of flushing sewers with salt water. The stenches 
from our sewers in August and September of each year are 
caused, not altogether by a need of flushing, but by irregular- 
ities and defects in grades and sizes which permit accumula- 
tions of sewage, which gradu^ally putrefy. Hence, after the 
full volume of water from a three or four inch hose has been 
poured under pressure into the storm-water inlets, for hours 
the stench remains. No reason<ible volume of water will flush 
a sewer having the defects of construction explained in the 
Reports of 1892-93.'' 

'^Only the systematic correction of grades and the propor- 
tioning of sizes to the volume to be carried, will prevent these 
accumulations of putrescible matter." 

'^ There are many individual instances and types of very 
defective construction throughout the City which could be 
cited that will not in any manner be improved by flushing. But 
when these defects shall have been corrected and the new mains 
herein provided for shall have been constructed and equipped 
so far as necessary with flushing arrangements, the needs and 
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costs of additional flushing will be greatly reduced, and in the 
mmn restricted to dead-ends,'' 

" // is therefore recommended that the subject of flushing 
the lateral sewers be left for future consideration of the Board 
of Public Works, when the systematic correction of known de- 
fects shall have been accomplished and the 'necessity for, cost 
and extent of its application greatly reduced." 

In order that the system may be eflSeient as a fire fighting 
machine, it has been designed that under ordinary conditions 
the static pressure on the hydrants will be about one hundred 
and fifty pounds and that upon receipt of an alarm of fire 
the pressure may be increased without warning to upwards 
of three hundred pounds. If this sudden increase in pressure 
were to take place while a gang of laborers were washing 
down a street pavement or flushing a sewer, the hose would 
be jerked out of their bauds and the result would be disas- 
trous to the laborers and any pedestrians who might be on 
the street at the time. 

The use of this high pressure system by others than the 
trained men of the fire department is liable to result in injury 
to the hydrants or distributing pipes and cause the disabling 
or failure of the system at a critical time. 

It will be possible by providing hydrant fittings similar to 
those which are to be used by the fire department for control- 
ling the pressure in the hose, to use this system for these pur- 
poses but for the reasons mentioned above, it is recommended 
that no attempt be made to do so. 
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ESTIMATED COST. 

The cost of the proposed system has been estimated as 
follows : 

Two storage reservoirs on top of Twin Peaks, capac- 
ity 10,000,000 gallons $ 126,000 

Distributing reservoir of Upper Zone near Seven- 
teenth and Ashbury streets, capacity 500,000 gals. 17,000 
Distributing reservoir of Lower Zone in Jones street, 
between Sacramento and Clay streets, capacity 

1,000,000 gallons 55,000 

Distributing system consisting of 483,558 lineal feet 
of cast-iron pipe with necessary specials, gate 
valves, gate boxes, hydrants, air valves, relief 
valves, blow-off valves and fire boat connections. . 2,900,000 

One hundred 75,000 gallon cisterns 600,000 

Two fresh water pumping stations. 117,000 

Two salt water pumping stations 650,000 

Two fire boats 300,000 

Quarters for men on wharf 10,000 

Telephone system 125,000 

Real Estate for distributing reservoirs and pumping 

stations 100,000 

Engineering — preparation of plans, specifications, 
testing materials and inspection of construction . . 200,000 

Total cost of installing system $5,200,00 

In the following estimate of the cost of operating and 
maintaining this system, no allowance has been included for 
interest, depreciation or sinking funds. The depreciation on 
pumping stations and fire boats will be about two per cent, 
on the remainder of the system about one per cent. What 
interest it will be necessary to pay and the method of creating 
a sinking fund for the proposed bond issue are matters beyond 
the scope of this report 

It has been assumed that the system will be operated under 
the following conditions: 

The fresh water pumping stations will be required to 
pump 56,000,000 gallons per year through the distributing 
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mains. Of this, 32,000,000 gallons will be delivered into the 
Twin Peaks reservoirs 8,000,000 gallons into the distributing 
reservoir of the upper zone and 16,000,000 gallons into the dis- 
tributing reservoir of the lower zone. The vertical lift from 
the water level in the wells to the cistern under each station 
will be 100 feet. The combined efficiency of the air lift 
pumps (ratio of useful work done in lifting water to electric 
current delivered at the switchboard), will be 16.5 per cent 
The combined efficiency of the turbine pumps will be 56.5 
per cent. 

The occiisions on which it will be necessary for the salt 
water pumping stations to deliver water into the distributing 
mains will be so rare that the cost of operating the pumps at 
these times will not materially aflPect the cost of operating the 
system. 

The conditions under which the salt water pumping sta- 
tions will be operated will be identical with those set forth 
under the discussion of those stations. 

It is estimated from all available facts and data that the 
fire boats will be called upon to answer fifty alarms each year : 

They will cover a total distance of one hundred miles in 
responding to these alarms: 

The pumping machinery on these boats will be operated at 
full power twenty-five hours per year. 

Attention is directed to the fact that the installation of 
this system will enable the fire department to dispense with the 
use of a number of steam fire engines in the protected districts 
so that the annual appropriation for the maintenance of that 
department will not necessarily be increased by the full cost 
of operation as given below. 

In estimating the cost of operation of the fire boats, no 
allowance has been made for the fire crew, it being assumed 
that these men will be transferred from the present employes 
in the department, who because of the installation of the pro- 
posed system, can be dispensed with at present engine stations. 
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ANNXTAL COST OF OPERATION AND MAINTENANCE. 

Reservoirs, gate house, distributing system and cisterns ; 

1 Gateman at Gat€ House of Upper Zone $ 1,200 

1 Gateman at Gate House of Lower Zone. . . . 1,200 

6 Laborers at $960 5,760 

1 Foreman at $1,500 1,500 

Supplies, Tools, Etc 5,000 

14,660 $14,660 
Two Fresh Water Pumping Stations : 

1 Engineer at each station at $1,680 3,360 

Supplies and Repairs 735 

Electric Current 6,837 

10,932 10,932 
Two Salt Water Pumping Stations: 

Fuel, Supplies and Repairs 16,030 

Engineers and Assistants 18,600 

34,630 34,630 
Two Fire Boats: 

Fuel, Supplies and Repairs 4,000 

Pilots, Engineers and Assistants 20,400 

24,400 24,400 
Telephone System: 

Supplies, Repairs, Etc 6,500 

6 Operators at $1,200 7,200 

13,700 13,700 

Annual Cost of Operation and Maintenance $98,322 

Respectfully submitted, 

HARRIS D. H. CONNICK, 
Assistant Engineer, Board of Public Works. 
T. W. RANSOM, 
Consulting Mechanical Engineer. 
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APPENDIX NO. 1. 
In the preparation of this report data modified to suit local 
conditions and extracts from such published works, articles 
and reports of investigation bearing upon the general problem 
of fire protection and upon the effects of earthquakes as 
seemed desirable have been freely used. Pull acknowledg- 
ment is hereby tendered collectively because of the diflScul- 
ties of making special acknowledgment in each case. 
American Society of Civil Engineers. — ^Report of committee 
of the San Francisco Association of members of the 
American Society of Civil Engineers. The effects of 
the San Francisco earthquake of April 18th, 1906, on 
engineering construction. 

American Society Civil Engineers. Proc: Vo. 33, No. 
3 pp. 229-345. Discussion Vol. 33. No. 5, pp. 537-547. 
Allen Kenneth. — Report to special committee of the Atlantic 
City Board of Trade on a high pressure Salt Water 
main and pumping station. 
Allen Kenneth. — Amount of Water Used at Fires. Engineer- 
ing News. Nov. 15, 1906, p. 509. 
Baltimore Conflagration. — Report of the Committee on Fire 
Resistive Construction of the National Fire Protection 
Association, 1904. 
Bibbins, J. R. — Gas Power for High Pressure City Fire 

Service. Cassier's Magazine, March 1904. 
Blauvelt, Albert — High Pressure Systems for City Fire Pro- 
tection. Cassier's Magazine, Sept. 1905. 
Branner, John C. — Geology and the Earthquake. An essay in 
**Th€ California Earthquake of 1906," edited by David 
Starr Jordan. 
Branner, John C. — The California Earthquake; Movements 
Along the Santa Cruz Fault Line. Engineering News, 
Vol. 55, No. 20, p. 542. 
Brown, Prof. Charles W. — The Jamaica Earthquake. Popu- 
lar Science Monthly, May, 1907. 
Chatterton, Alfred. — The Prevention and Extinction of Fires. 
Min. of Proc. of the Inst of C. E., Vol. XCIII, pp. 437. 
Coney Island. — A High Pressure Water System at Coney 
Island, N. Y. Engineering Record, May 20, 1905. 



138 AUXILIARY WATER SYSTEM FOR FIRE PROTECTION 

Cockrill, J. W.— The Use of Sea Water for Street Watering, 
Sewer-Plushing and the Other Purposes Required by 
Sanitary Authorities. Min. Proe. of the Inst, of C. E., 
Vol. CX, p. 345. 

Crandal, P. H. — ^Leakage From Underground Pipes. Jour. 
New England Water Works Association. Vol. 12, pp. 
245-249 ; discussion, pp. 249-259. 

Crocker, Edward F. — ** Fire Boat Protection,*' paper read at 
the convention of the international Association of Fire 
Engineers at Washington, D." C, Oct. 10th, 1907. 

Crosby, E. U. — ^^Eliminating the Conflagration Hazard.*' 
Jour. New England Water Works Association. Vol. 15, 
pp. 97-109; discussion, pp. 110-118. 

Crowell, Foster. — ^Report made to Merchants' Association of 
New York on an auxiliary salt water supply system for 
New York City for fire protection, street washing, sewer 
cleaning and other purposes. August, 1900. 

Crowell, Foster. — Report and supplemental report to the Com- 
mittee on Insurance of the New York Merchants' Asso- 
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APPENDIX NO. 2. 

EFFECTS OF SALT WATER ON SYSTEMS OF CAST 

IRON PIPE IN THE VICINITY OF SAX 

FRANCISCO, CAL. 

Although the deleterious effects of salt water on iron pipes 
and valves are well known, the following descriptions of a 
number of samples taken from cast iron pipe used in this 
vicinity for conveying salt water are of interest. 

Sample No. 1. Sample taken from the 16-inch diameter 
discharge pipe of the Olympic Salt Water Pumping Station 
at the Ocean Beach near the Cliflf House. The pipe has been 
in use 12 years conveying salt water under about 150 lbs. per 
square inch pressure. The inside of the pipe was covered 
with a thick marine growth of mussels, barnacles, etc., ex- 
ceeding % of an inch in thickness. At the time the sample 
was taken the iron was }i of an inch thick. The deteriorating 
effect of salt water is plainly indicated on the inside of the 
pipe to a depth of j4 of an inch. 

Sample No. 2. Sample taken from 8-inch diameter pipe at 
Lurline Baths has been in use about 12 years conveying wann 
salt water under low pressure. No information was obtained 
regarding the coating. The inside of the pipe was covered 
with a scale about 1 inch in thickness. At the time the sample 
was taken the iron was ^2 of an inch thick. The deteriorating 
effect of salt water is indicated on the inside of the pipe to a 
depth of j4 of an inch. 

Sample No. 3. Sample taken from an 8-inch diameter el- 
bow at Olympic Club, has been in use conveying cold salt 
water under pressure. No information as to time in use or 
coating. The inside of the pipe covered with scale 54 of an 
inch thick. Thickness of sample 11-16 of an inch. The dete- 
riorating effect of salt water is indicated on the inside of the 
pipe to a depth of 1-16 of an inch. 

Sample No. 4. Sample taken from a cast-iron condenser 
which has been in use for 23 years, and subject on one side to 
the action of salt water at a temperature of about 160 de- 



FOR SAN FRANCISCO. CALIFORNIA 151 

grees. Original thinckness Ji of an inch. Thickness of sample 
}i of an inch and the deteriorating effect of hot salt water is 
indicated to a depth of 1-16 of an inch. 

Sample No. 5. Same as above except subject to action of 
salt water on both sides. Thickness of sample % to }i oi an 
inch. The deteriorating effect of hot salt water is indicated to 
a depth of 1-16 of an inch on both sides. 

Sample No. 6. Sample taken from 10-inch branch on 24- 
inch cast-iron pipe of the San Francisco Gas and Electric Co., 
which had been in use about 16 years conveying cold water 
for condensing purposes under a pressure of about 20 lbs. It 
has been stated that this pipe was originally coated with as- 
phaltum. The inside of the pipe was coated with scale, bar- 
nacles, etc., to a depth of }i of an inch. Thickness of sample, 
^ of an inch. The deteriorating effect of salt water on the 
inside of the pipe is indicated to a depth of % of an inch. 

Sample No. 7. Sample taken from an 8-mch gate valve 
bonnet on a pipe line of the San Francisco Gas and Electric 
Co. at Third and Townsend streets, which had been in use 
about 16 years under 10 pounds pressure, conveying cold salt 
water for condenser purposes. Inside of bonnet covered with 
scale and rust % of an inch in thickness. Thickness of sample 
^ of an inch. The deteriorating effect of salt water is in- 
dicated on the inside to a depth of }4 of an inch. The outside 
of this sample shows effects of some agency attacking the iron 
to a depth of 1-32 of an inch. 

Sample No. 8. Sample taken from a 6-inch pipe in the 
salt water fire protection system of the Western Sugar Re- 
finery. The pipe had been in use 2 years and failed under 80 
lbs. pressure. This pipe was coated but there Is no data as to 
its character. The inside of the pipe was coated with a scale 
34 to J/^ of an inch in thickness. At the time the sample was 
taken the iron was 9-16 of an inch in thickness. The deterior- 
ating effect of salt water is indicated to a depth of % of an 
inch. 

Sample No. 9. Sample taken from an 8-inch pipe in the 
salt water fire protection system of the Western Sugar Re- 
finery. The pipe had been in use under 80 lbs. pressure for 
two years. This pipe was coated but there is no data as to its 
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character. The inside of the pipe was coated with a scale of 
J4 to J4 of an inch thick. At the time the sample was taken 
the iron was 7-16 of an inch in thickness. The deteriorating 
effect of salt water is indicated on the inside to a depth of ^ 
of an inch. 

Sample No. 10. Sample taken from an 8-inch cast-iron 
suction pipe at the Merchants' Ice and Cold Storage plant. 
The pipe had been in use four years. The pipe had been 
coated. At the time the sample was taken the thickness of the 
metal was >4 of an inch. The deteriorating effect of salt 
water is indicated to a depth of 1-16 of an inch. 

Sample No. 11. Sample taken from a 6-inch cast-iron pipe 
from the Merchants' Ice and Cold Storage plant (old loca- 
tion). The pipe was in use 15 years. At the time the sample 
was taken the thickness of the metal was }i of an inch. The 
deteriorating effect of salt water is indicated to a depth of 
3-16 of an inch. 
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APPENDIX NO. 3. 
LEAKAGE FROM CAST-IRON PIPE SYSTEMS. 

The following data regarding the amount of leakage from 
pipe systems compiled from various sources, has been used in 
estimating the probable leakage that may occur in the proposed 
system. 

Providence, R. I. 

The following data is from Report on New Fork's Water 
Supply, by John R. Freeman. 

''The City of Providence has a special fire protection pipe, 
now {June 19, 1900), about three years old, 5.57 miles long, 
mainly 16 inches in diameter, under an average pressure of 114 
pounds per square inch in the business section. This pipe has 
no connections of any description except fire hydrants and a 
waste pipe. A test of the tightness of this pipe was very kindly 
made for me by Mr. Otis Clapp, City Engineer of Providence, 
June 10, 1900, hy tapping a small water meter in on a hy-pass 
around the main gate. There is good reason to beUeve the 
m4iin gate substantially tight; while there is possibly some 
leak from the 4-incfc gate between high and low pressure; prob- 
ably more than enough to offset any leak at main gate. 

The test shows a leakage for the entire 5.57 miles at the 
rate of 2,487 gals, per 2A hours, which is 446 gallons per mile 
per 24 hours, equivalent to 0.22 gallons per foot of leaded joint 
per 24 hours.'' 

New York High Pressure Fire Protection System. 

(Notes on the testing of something over two miles of 12- 
inch pipe and one section of 20-inch.) 

''The tests were made under a pressure of 450 pounds per 
square inch which is mmntained for at least ten minutes. In 
the case of the 12'inch pipe the amount of leakage allowed by 
the specifications averaged 6.06 gallons per section tested; the 
actual leakage as found by test was 4.07 gal. The total lineal 
feet of 12'inch pipe was 11,369 feet and the total lineal feet 
of joints {the circumference of the pipes times the number of 
joints) was 4,067.6, in which the total amount of actual leak- 
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age was 69.18 gallons or 2.45 gals, per foot of leaded joint in 
24 hours. The average of all of these was at the rate of 4,627 
gallons per day per mile." 

^'In the test of the section of 20-inch pipe leakage was at 
the rate of 7,245 gallons per day per mile." 

^^ Every joint of this pipe may be considered as a speci<d 
joint; the spigot ends of the pipes being furnished with two 
machined grooves." 

The following table showing results of tests of the High 
Pressure Fire Service mains laid in Brooklyn, prior to De- 
cember 10, 1905, is compiled from the Annual Report for 1905 
of the Department of Water Supply, Gas and Electricity for 
the City of New York, 
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Note. — The test was made in the trench under a pressure of 
450 lbs. per square inch. 

From this data it has been concluded that with good work- 
manship the average leakage per foot of leaded joint when the 
pipe system is under pressure from the Twin Peaks Storage 
Reservoirs will not exceed 1.17 gals, per 24 hours, and that the 
average leakage per foot of leaded joint when the pipe system 
is under pressure from the distributing reservoirs will not ex- 
ceed 0.27 gallons per twenty-four hours. These quantities have 
been used in estimating the probable yearly amount of leakage 
from the system. 
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APPENDIX NO. 4. 
BILL NO. 128. 
ORDINANCE NO. 126 (New Series). 

Determining and Declaring that public interest and neces- 
sity demand the construction and completion of an auxiliary 
water system for fire protection and for sanitary and flushing 
purposes, and directing the Board of Public Works to procure 
through the City Engineer and file with the Supervisors plans 
and estimates of the cost of said system. 

Whereas, The system of fire protection for San Francisco 
was dismantled and rendered practically useless during and 
subsequent to the earthquake-fire of April 18, 1906 ; and 

Whereas, Said disaster has demonstrated the absolute ne- 
cessity of providing an auxiliary water system for fire protec- 
tion and for sanitary and flushing purposes, independent of 
the regular system used for domestic supply ; and 

Whereas, The concentration of business places in former 
residence sections of the City and County and the consequent 
increased fire hazard therefrom renders it imperative to af- 
ford fiire protection to the warehouses and stores wherein are 
contained the clothing and food supplies of the community; 
and 

Whereas, In the rebuilding of the burnt district of the City 
and County, particulariy in the former business sections, fire 
protection must first be assured by a high pressure water sys- 
tem before modern ofBce buildings can be constructed and 
maintained with safety; now therefore 

Be it ordained by the People of the City and County of San 
Francisco as follows : 

, Section 1. It is hereby determined and declared that pub- 
lic interest and necessity demand the construction by the City 
and County of an auxiliary water system for fire protection, 
and for sanitary and flushing purposes, together with such es- 
sentials as may be necessary to the proper equipment and 
maintenance thereof. 
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Sec. 2. It is further determined and declared that the cost 
of said auxiliary water system for fire protection and for sani- 
tary and flushing purposes, in addition to other necessary ex- 
penses of the City and County, will exceed the income andrev- 
enue provided for any one year and will render it necessary to 
incur a municipal bonded indebtedness therefor. 

Sec. 3. The Board of Public Works is hereby directed to 
procure, through the City Engineer, and file with the Super- 
visors, plans and estimates of cost of the contsruction by the 
City and County of the following component parts of said aux- 
iliary water system for fire protection and for sanitary and 
flushing purposes said plans and estimates to be submitted in 
such detail as will enable the Board of Supervisors to deter- 
mine the expediency of submitting the question of construc- 
tion thereof, in whole or in part, to the electors, to wit: 

DISTRICT NO. 1. 

A high pressure salt water pumping system, consisting of 
the following: 

1. Two or more pumping stations of suitable capacity and 
furnishing water at a pressure of 300 pounds to the square 
inch at the pumps. 

2. Municipal fireboats of the same capacity at each of the 
pumping stations and furnishing water at the same pressure. 

3. A suitable system of distributing mains, hydrants and 
appurtenances, covering that district of the city bounded as 
follows: Beginning at the termination of Brannan street at 
the Bay shore; thence along Brannan street to Ninth street; 
along Ninth street to Market street; along Market street to 
Van Ness avenue; along Van Ness avenue to North Point 
street ; along California street from Van Ness avenue to Kear- 
ny street; along Kearny street to Montgomery avenue; along 
Montgomery avenue to Mason street; along Mason street to 
Bay street; along Bay street to East street; along East street 
and the Bay shore to Brannan street. 

4. Auxiliary reservoirs, if required, on high points in 
above district not protected by the high pressure mains. 

5. A suitable telephone system connecting the various por- 
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tions of the district with each of the pumping stations and the 
fire-boat intakes. 

DISTRICT NO. 2. 

An auxiliary fire protection system, either high pressure 
or reservoir, as the City Engineer may determine, protecting 
the wholesale and manufacturing district, bounded approxi- 
mately as follows: Beginning at San Bruno avenue and Di- 
vision street; thence along San Bruno avenue to Sixteenth 
street; along Sixteenth street to Rhode Island street; along 
Rhode Island street to Seventeenth street; along Seventeenth 
street to Minnesota street; along Minnesota street to Nine- 
teenth street; along Nineteenth street to Kentucky street; 
along Kentucky street to Sixteenth street; along Sixteenth 
street to Eighth street; along Eighth street to Division street; 
along Division street to San Bruno avenue. 

DISTRICT NO. 3. 

An auxiliary fire protection system, of such character as 
the City Engineer may determine, protecting the following dis- 
trict : Fillmore street, from Broadway to Fulton street ; Devis- 
adero street, from California to Oak street. 

SYSTEM OF CISTERNS. 

A system of cisterns of suitable capacity, to be constructed 
at such locations in the business and residence sections, as 
may be designated by the Chief Engineer of the Fire Depart- 
ment. 

Sec. 4. The Clerk is hereby directed to publish this Ordi- 
nance in the ofScial newspaper for a period of fourteen days. 

Sec. 5. This Ordinance shall take effect and be in force 
immediately. 

In Board of Supervisors, San Francisco, December 31, 
1906. 

After having been published five successive days, accord- 
ing to law, taken up and finally passed by the following vote : 

Ayes — Supervisors Boxton, Coleman, Davis, Furey, Galla- 
gher, Lonergan, Mamlock, McGushin, Nicholas, Rea, Walsh, 
Wilson. 
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Absent — Supervisors Coffey, Harrigan, Kelly, Phillips, 
Sanderson. 

GEO. B. KEANE, Clerk. 
Approved, San Francisco, January 2, 1907. 

E. E. SCHMITZ, 
Mayor and ex-OflScio President of the Board of Supervisors. 
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EXECUTIVE COMMITTEE. 

BOARD OP FIRE UNDERWRITERS OP THE PACIFIC. 

I4I4 MERCHANTS EXCHANGE BUILDING. 

San Francisco, Cal., Feb. 17, 1908. 
Hon. Marsden Manson, City Engineer, San Francisco, Cal. 

Dear Sir : — ^We were this morning in receipt of report by 
Chief Engineer Robinson of the Underwriters' Laboratories, 
Inc., which I have the honor to transmit to you. The detailed 
report on the plan now before the Honorable Board of Super- 
visors is practically a strong affirmation of Engineer Robin- 
son's former endorsement, worded as follows: "Generally, 
I believe with you that if this system is installed as 
specified in the report, it will be the best and most 
up-to-date of its kind in the world." 

I have the honor to remain, yours respectfully, 

.(Signed) WM. J. DUTTON, 
Chairman Committee on Fire Department and Water Supply. 



160 AUXILIARY WATER SYSTEM FOR FIRE PROTECTION 

UNDERWRITERS' LABORATORIES, INC. 

UNDER THE DIRECTION OF THE NATIONAL BOARD OF FIRE 
UNDERWRITERS. 

Chicago, lU., February 12, 1908. 
Mr. William J. Dutton, Chairman Committee on Fire Depart- 
ment and Water Supply, 1414 Merchants Exchange Build- 
ing, San Francisco, Calif. 
Dear Sir: — In accordance with your instructions, I have 
examined the report on the proposed auxiliary water system 
for fire protection in San Francisco, submitted by Mr. H. D. 
H. Connick and Mr. T. W. Ransom, Engineers, and beg to offer 
report as follows: 

At the request of your Committee, I visited San Francisco 
in June, 1907, to confer with the engineers regarding the pro- 
posed system. During my stay I had frequent conferences 
with Mr. Thomas P. Woodward, then City Engineer, and with 
Mr. Connick and Mr. Ransom, who were engaged in the prep- 
aration of the report. Chief P. H. Shaughnessy, of the Fire 
Department, was also consulted on several occasions, particu- 
larly in reference to the system of cisterns which is to form 
part of the fire protection of your city. 

At the outset, I wish to say that I am in sympathy with 
the general plan proposed by the engineers, and believe that a 
system of this character and scope is essential to the proper 
protection of the city of San Francisco against fire. 

EFFECT OF EARTHQUAKE. 

The first question which naturally arises, relative to any 
system of underground pipes to be used for fire protection in 
localities subject to earthquake, concerns its reliability when 
subjected to disturbances of this character. The general im- 
pression among those who have not studied the problem is that 
although the system may be well designed and constructed, the 
mains will be ruptured and pumping stations and reservoirs 
seriously damaged or rendered useless. 

As stated in the report, the effect of an earthquake more 
severe than that of April 18th, 1906, is problematical, but the 
investigation of the effect of this earthquake has supplied 
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ample data to warrant positive conclusions regarding the safe- 
ty of the structures in question. The information obtained is 
believed to be sufficient to justify the conclusions reached by 
the engineers. 

My observations during the months of June, July and Au- 
gust, 1906, also indicate that good foundations, good design, 
materials and workmanship will render a system of mains and 
water supplies (and buildings, for that matter) reasonably 
safe against serious damage by an earthquake as severe as 
that of April 18th, 1906. With the exception of the filled-in 
areas, where good foundations are impossible, there would 
seem to be no reason why structures of this description cannot 
be made materially safer than building structures. It is also 
probable that the danger of breakage in mains in unstable 
ground can be very materially reduced by supporting the pip- 
ing on deep piling. 

A well designed and constructed system of fire mains, sup- 
plied from widely separated pumping stations and reservoirs 
located on firm ground, provided with a proper system of con- 
trolling valves, and handled by a corps of experienced men, 
will be reasonably safe against serious damage by earthquake. 
It is believed that the system proposed wiU fulfill all of these 
essential requirements. 

The installation of a modem system of fire protection would 
be to the best interest of San Francisco, even if it were certain 
that such protection would be destroyed by an earthquake as 
severe as that of 1906. 

NECESSITY FOR BETTER FIRE PROTECTION. 

As stated in the report, the conflagration hazard in San 
Francisco has always been considered greater than in most 
other American cities, due to the topographical and climatic 
conditions, the practical isolation of the city, the large number 
of frame buildings, and the inadequacy of the water supply. 
Almost any of these conditions furnishes adequate reason for 
substantial improvement in the fire protection of the city. It 
remained for the earthquake of 1906 to clearly demonstrate the 
real weakness of present facilities in such emergency, and the 
necessity for an independent system of fire protection specially 
designed and constructed to meet the conditions at such times. 
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San Francisco, in common with most other large cities, has 
outgrown the present methods of fire protection. The gradual 
increase in the height and area of buildings and concentration 
of inflammable materials present diflSculties in fire extinguish- 
ment which are beyond the scope of present methods, and it is 
reasonable to expect that these unfavorable conditions will be 
still further increased as the city is rebuilt. 

A strong, although perhaps not altogether suflScient, reason 
for the installation of a safe, modem and efficient fire system is 
the beneficial influence such additional protection will have on 
outside capital. 

The conditions peculiar to San Francisco, together with 
those common to all modern cities, and the fact that the local- 
ity is subject to earthquake, leave no doubt as to the necessity 
for the adoption of such protection as is recommended in liie 
preliminary report 

TYPES OF SERVICE. 

The types of service recommended by the engineers show 
an appreciation of the fundamental requirements of a fire pro- 
tection system which is as gratifying as it is unusual. 

A study of the evolution of fire fighting methods, from the 
early bucket brigade and hand pumping engine down to the 
present portable steam fire engine, of the causes of failure to 
control fires by present methods, and of the principles involved 
in successful systems used for the protection of private prop- 
erties, indicates that if any marked degree of progress is to be 
made in the protection of our cities against fire, it can only 
be accomplished by the development of a system by means of 
which water can be applied to the seat of a fire in the short- 
est possible time. 

The so-called high pressure system is the natural outgrowth 
of the desire to accomplish the result mentioned, but it is an 
unfortunate fact that thus far no system has been installed 
which contemplates the full utilization of proven methods of 
fire extinguishment. Any such system is incomplete which 
merely provides ample water at street levels under pressures 
adequate for the work to be accomplished, and fails to provide 
for the utilization of all proper methods facilitating the sav- 
ing of time in extinguishing fires in their incipient state. 
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The system proposed for San Francisco will furnish a 
greater degree of protection than is at present provided in any 
other city. The recommendation regarding the use of auto- 
matic sprinkler systems, inside and outside stand pipes, and 
open sprinkler systems, as a proper part of the fire protection 
system as a whole, is fully warranted by past experience with 
these devices. If anything, tiie engineers have been too con- 
servative in the limitations imposed, particularly in regard to 
connections having a normally closed valve in the street. Under 
the restrictions prescribed there is no apparent reason for lim- 
iting a full size connection to stand pipes in buildings other 
than to Class A. While it is probably true that connections to 
buildings of inferior construction are in greater danger of 
being broken than in the so-called Class A buildings, it should 
be remembered that the necessity for adequate and prompt 
protection is far greater in the inferior buildings. 

Moreover, these connections are under the direct control of 
the fire department. With a property designed system, the ad- 
vantages gained by the direct connection far outweigh any 
possible objection. 

The recommendation for both 1J4 and 2^ inch hose for 
inside stand pipes is excellent, as it provides for the prompt 
use of small but effective streams without endangering the lives 
of those who attempt to extinguish a fire in its incipiency. The 
later use of the larger streams by the fireman is in no wise pre- 
vented by this arrangement. 

The uses and limitations of the various types of hand and 
mechanically held outside streams are well covered in the 
report, but the efficiency of outside stand pipes on buildings 
can be very greatly increased by direct full size connections 
with the mains, installing closed valves in the street connec- 
tions. The many arguments in favor of such connections 
would seem to far outweigh any objections. Streams can be 
placed in operation in a much shorter time ; the loss by fric- 
tion will be very materially reduced; the piping is cheaper 
than the cost of the hose necessary to otherwise make tiie con- 
nection ; the amount of hose to be carried by the fire depart- 
ment is reduced, and larger streams may be used. The last 
reason is of particular importance, as more prompt concentra- 
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tion of large volumes of water will be possible, and the eflfectr 
iveness of the system in fighting fires in buildings across streets 
materially increased. 

Many of the above arguments can be advanced in favor of 
fixed but normally closed connections to open sprinkler sys- 
tems. The danger of loss of water could be obviated by the 
use of special keys to be placed in the hands of the fire de- 
partment only. Attention is called to the fact that open 
sprinklers and so-called water curtains have little value as a 
protection against fire, unless the water is at once directed 
against the objects to be protected. In itself a water curtain 
is a very poor fire retardant and is easily deflected by the wind. 

The reasons given for not recommending the proposed sys- 
tem for street flushing purposes are considered sufficient, but 
it may be added that experience has shown when fire appa- 
ratus is used for several purposes, it almost invariably results 
in a material reduction of the fire protection furnished. No 
system of this character should be under the control of more 
than one city department. 

A high pressure system, while furnishing the best means 
of preventing the spread of a conflagration, should be of great- 
est value in preventing fires from developing into conflagra- 
tions. The removal of present fire engines from districts 
served by a high pressure system, or, in fact any radical 
change in present methods, will depend almost entirely on the 
efficiency of the system in controlling small fires. The fire de- 
partment must first be thoroughly familiar with the use of the 
larger fixed engine, and this engine must be capable of per- 
forming all that is expected of it 

WATER SUPPLIES. 

The water supplies recommended, while somewhat larger 
than usually considered necessary for the protection of the 
congested districts in a city of the size of San Francisco, are 
justified by the unusual conditions. These, and the reasons for 
the recommendations, are quite fully set forth in the report. 

The practical duplication of each source of supply is par- 
ticularly desirable on account of the possibility that some of 
the water may be unavailable in case of severe earthquake, the 
probability that considerable quantities will be wasted through 
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broken mains in unstable ground, and the fact that the relia- 
bility of the whole system may be dependent upon its ability 
to deliver large volumes of water in one or more limited areas. 
Provision for the concentration of 15,000 gallons per minute 
(about fifteen 2-inch streams) in any block, is conservative 
under these conditions. Should a conflagration develop, con- 
siderable additional supply will be necessary to confine it to 
the narrowest possible limits. 

From a consideration of these conditions and the fact that 
it may be necessary to supply large volumes of water for many 
hours, and possibly several days, it will be seen that the sup- 
plies recommended are not excessive. 

The arrangement by which the primary source of supply is 
taken from fresh water reservoirs, and the salt water pumping 
stations and fire boats used only in case of emergency or for 
very large fires, is very desirable — not only on account of the 
objections to the use of salt water in the mains and appa- 
ratus, but also on account of the greater reliability of the 
gravity service. 

RESERVOIRS. 

San Francisco is particularly fortunate in available sites 
for reservoirs which can be used for fire protection. The num- 
ber and location of the various reservoirs recommended are 
satisfactory, but I wish to call attention to the danger of pos- 
sible interruption of service, which is introduced by the method 
advocated for the control of the water from these sources. 
Under normal conditions the Twin Peaks reservoir will be 
entirely shut off, and the system in each zone supplied by a 
distributing reservoir of comparatively limited capacity. In 
order to receive continued gravity supply, it is now necessary 
to open the valves connecting with the reservoir at next higher 
elevation. The exact method of accomplishing this is not spec- 
ified, but the human element should be eliminated as far as 
possible by the use of some automatic means for securing con- 
tinued service. 

The method of filling the Twin Peaks reservoir and the 
upper distributing reservoir by pumping through the main 
piping is objectionable, as the mains will be subjected to the 
full static pressure from these reservoirs while this is being 
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done. The system is designed for every day use at ordinary 
fires, and the method of refilling suggested would necessarily 
introduce pressure disturbance of frequent occurrence, and 
often for considerable periods. As it is very undesirable to 
disturb the normal working pressures maintained in the sys- 
tem unless absolutely necessary, independent filling connec- 
tions to these reservoirs are deemed to be essential. The an- 
nual consumption will be mostly from the distributing reser- 
voirs, and on this account the possibility of using Spring Val- 
ley water to maintain levels in the Twin Peaks reservoir 
should be considered. If such arrangement is economical, some 
modification of the fresh water pumping stations would prob- 
ably be advisable. 

PUMPING STATIONS. 

The location and general character of the construction ad- 
vocated for the buildings would seem to be satisfactory. If 
severely exposed by surrounding property, the wall openings 
should be as few and as small as possible. The efficiency of 
the window protection specified is largely dependent upon the 
size of the openings, the selection and relative position of the 
devices used. The shutters should preferably be outside of 
the wired glass. 

The fuel capacity is considered large enough to meet all 
ordinary conditions. Under extreme conditions there would 
probably be time to replenish the supply. It is advised that 
the oils tanks be placed as far as possible from the main build- 
ings and in such position that, if liberated, the oil will drain 
away from the building and the intakes from the Bay. It is 
assumed that the pits containing each pair of tanks will be 
entirely independent, and that the oil supply pumps will be 
of such size and so connected that the plant can be maintained 
at full duty in case of breakage in any pump. The boiler feed 
pumps should also fulfill the latter condition. 

Past experience has shown the desirability of some modi- 
fications in the arrangement of the steam connections indi- 
cated on the plans of the stations. Greater safety would be 
provided by supplying each pumping unit through an inde- 
pendent steam connection from the header in the boiler room, 
and placing a shut-off valve in this connection close to the 
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header. It would also be advisable to so locate tbe header that 
the valves in the independent connections from the boilers can 
be operated from the engine room. It is assumed that proper 
means will be provided for keeping the steam connections free 
from water. 

The type and capacity of the boilers recommended are con- 
sidered satisfactory, and under normal conditions full duty 
from the pumping stations could in all probability be obtained 
before the fresh water supply is exhausted. In case of severe 
earthquake, however, there might be some question in regard 
to this — particularly if any considerable breakage of mains 
should take place in the filled-in areas. 

PUMPS. 

The selection of steam power for the pumping stations is 
considered wise, and would have been justified even had the 
cost been materially in favor of the gas engine equipment. 
Under the various fire calls to which such plants must respond, 
the steam driven pump is many times more reliable than 
pumps driven by gas engines. This is particularly true under 
the conditions existing in San Francisco. 

The multi-stage centrifugal pump is of comparatively re- 
cent development, and has been selected for this service in 
similar plants in some of the eastern cities. It is believed that 
it will prove perfectly satisfactory for fire purposes but par- 
ticular attention should be given to the balance of the pump, to 
the protection of the internal parts against the corrosive action 
of salt water, and to the reliability of the suction priming. The 
latter point is of importance on account of the inability of the 
pimips to pick up suction when unprimed. 

Independent suction pipes taking water from a common 
sump, as shown in the plans, will furnish a greater degree of 
safety in San Francisco than a suction pipe common to all 
units and in which a vacuum must be maintained. The prim- 
ing should be from some wholly reliable independent source. 

Although not clear from the preliminary plans, it is as- 
sumed that the suction pipes will be provided with foot valves, 
and that a check valve will be installed on the discharge from 
each pump. 
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So far as known, the use of the turbine engine in plants of 
this character is new, and I have been unable to obtain any 
complete information in regard to their reliability for this 
service. The information secured has all been of a favorable 
nature. 

The simplicity of both the pumps and engines recommended 
is vastly in their favor for fire protection purposes. 

FIRE BOATS. 

The number, type and method of operating the boats would 
seem to be satisfactory. While it is realized that the use of 
fuel oil is common on the Coast, and its dangers well under- 
stood, attention is called to the necessity for extreme care in 
safeguarding the storage of this fuel so near to the boilers. 
The previous comment relative to balance and protection 
against corrosion also apply to the pumps for the boats. 

PROTECTED AREA. 

A study of the conditions in the districts which it is pro- 
posed to protect indicates that the system is somewhat more 
extensive than the danger of a general conflagration warrants. 

The protection afforded in parts of the Western Addition 
(District No. 4), as now settled, is not all that could be desired 
on account of the distance between the mains. The location of 
many large mercantile establishments on certain streets in this 
district, the prevailing winds and general frame construction, 
constitute a much greater fire menace to the city as a whole 
than the conditions existing in District No. 2, or in the more 
southerly portions of District No. 3. 

Outlying districts covered with low buildings and contain- 
ing only a few large plants do not present the same necessity 
for a high pressure system as business and manufacturing lo- 
calities where the buildings are higher, the areas greater and 
where large quantities of combustible materials are stored. 

DISTRIBUTION 

The general scheme of the distribution system is considered 
satisfactory, although the friction losses under maximum draft 
are somewhat higher than usually allowed. This is offset by 
the fact that ihe reservoirs have good elevation and considera- 
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ble pressure losses can be permitted without materially affect- 
ing the protection afforded. 

The division of the main gridiron into two independent 
systems at different levels is justified by the necessity for re- 
ducing the normal working pressures to a point which will 
permit effective handling under ordinary conditions, and by 
the reduced cost of maintenance which this arrangement af- 
fords. 

The control and protection provided for the various filled- 
in districts is considered satisfactory, particularly as increased 
supply is always at command by opening the nearest valves 
in the connections to the mains located in firm ground. The 
arrangement for increasing the supply at the borders of the 
lower zone by opening valves in the connections to the upper 
zone, should also give satisfactory results. 

I have been unable to make detailed investigation relative to 
the amount of protection required in the various sections of the 
districts served, but with the possible exception of some streets 
in the southeastern portion of District No. 1, and in the locali- 
ties between Telegraph and Nob hills, the distribution system 
appears to be comprehensive. It is possible that the conditions 
in these localities do not require protection in addition to that 
already provided. 

The mains provided in District No. 4, although not com- 
pletely covering the area, furnish very valuable protection and 
greatly reduce the danger of a fire developing into a confla- 
gration. At the same time, as previously stated, the necessity 
for additional protection in this district is believed to be 
greater than for the protection of District No. 2 or the more 
southerly portions of District No. 3. 

Examination of the plans submitted shows that the hy- 
drants are generally somewhat further apart than is consid- 
ered desirable for a system of this character. Generally speak- 
ing, hydrants should not exceed 200 or possibly 250 feet apart 
in the congested value districts, a wider spacing being permis- 
sible in districts where the conditions do not require the con- 
centration of such large volumes of water or the higher service 
pressures. The frequent spacing of hydrants is necessary on 
account of the great loss of pressure due to friction in long 
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lengths of hose, the lack of promptness of action where long 
lengths must be laid, and on account of the smaller amount of 
hose with which the Fire Department may be equipped. 

The distribution of hydrants on the system proposed for 
San Francisco is complicated, on account of the unusual size 
of the city blocks and the fact that there may be some ques- 
tion in regard to the amount of protection required in the 
burned district. At present these requirements are in all 
probability different from what they were at the time of my 
visit. They should be carefully studied before the mains are 
actually installed, and provision made for additional hydrants 
as the conditions may warrant. This applies particularly to 
outlying areas in which the hydrants are now widely spaced — 
often in excess of 400 feet, and sometimes 800 to 900 feet. 

It is noted that the hydrants are spaced closer together 
along Market street and in districts which will probably prove 
to be the more congested areas as the city is rebuilt. I appre- 
ciate the fact that the protection afforded by the present dis- 
tribution may be ample for the conditions as they now exist, 
but wish particularly to call attention to the desirability of 
making provision for a close spacing of the hydrants as the ne- 
cessity for this may develop. It may prove economical to 
place plugged outlets in the mains as they are laid — installing 
the hydrants at a later time. 

The gate system for the control of the mains and the form, 
materials and depth to which the mains are buried, are consid- 
ered satisfactory. It is assumed that proper check valves will 
be installed in the connections for the fire boats. 

METHOD OF OPERATION. 

The normal pressures of 140 to 160 pounds in the lower 
and 75 to 172 pounds in the upper zone are adequate for the 
control of all ordinary fires, except in the upper stories of a 
few very high buildings. The necessary pressures for these 
localities can be obtained on short notice. 

The methods of obtaining higher pressures under the more 
unusual conditions requiring the concentration of large vol- 
umes of water are considered satisfactory, but attention is 
called to the desirability of equipment which will permit the 
system to be effectively used for the longest possible time with- 
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out increasing the normal pressures. This can be obtained by 
a close spacing of the hydrants and fixed connections to the 
mains, even though these connections are normally shut off. 

The recommendation for the every day use of the system 
should be adopted, as it is essential that the Fire Department 
be thoroughly familiar with all details of its manipulation. 
When the buildings in the districts served are adequately 
equipped with apparatus supplied by connections to the mains, 
the present fire engines can be used to better advantage in the 
outlying districts. With most of the apparatus on the ground, 
practically all that is needed will be the men to handle it. 

Too much emphasis cannot be given to the importance of 
intelligently carrying out the recommendations relating to the 
special corps of firemen who will have charge of the valves con- 
trolling the system, and the transmission of the fire chief's or- 
ders to the various pumping and controlling stations in case 
the telephone system is out of order. On the valve men will 
rest the responsibility of intelligently handling the system at 
times of emergency, when coolness, confidence and a thorough 
knowledge of details are required. They should stand by the 
valves at all fires, and should not be required to perform other 
duties except under the orders of the Chief of the Fire De- 
partment. 

The selection, organization and maintenance of this corps 
should be given the most careful attention, as the duties of the 
men under ordinary conditions are apt to be such as to give 
the impression that men less capable can be utilized. It would 
also seem advisable that the methods of handling the system in 
times of emergency be made a matter of common knowledgre in 
the department. 

The system should be under the constant supervision of the 
Fire Department. The officers in the various districts should 
be held responsible for its frequent inspection and the condi- 
tion of all the apparatus used in connection with the system. 

In order that the firemen may have confidence in the sys- 
tem, frequent drills will be necessary so that they may become 
thoroughly familiar with th* use of both the inside and out- 
side apparatus under service conditions. The department will 
have to be furnished with considerable new equipment, such 
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as hose, nozzles and nozzle holders, etc. In all probability ad- 
ditional wagons will have to be provided to convey both men 
and apparatus to fires. The necessity of providing such ad- 
ditional apparatus by the time the system is ready for use 
should not be lost sight of. 

FIRE CISTERNS. 

In districts protected by the high pressure system, the ne- 
cessity for fire cisterns is confined to localities in which break- 
age of mains may be expected to occur at time of earthquake. 

Examination of the map on which the location and condi- 
tion of all cisterns is indicated, shows that it is proposed to in- 
stall sixty-five (65) new cisterns. A study of the location of the 
new cisterns indicates that while Chief Shaughnessy fully ap- 
preciates the necessity for additional protection in the soft or 
filled-in areas, he is perhaps unduly apprehensive regarding 
the security of the high pressure mains in firm ground. 

With the exception of five (5) in District No. 2, and possi- 
bly one (1) in the extreme eastern portion of District No. 1, the 
cisterns located south of Market street and in the Mission 
would seem necessary. The eighteen (18) cisterns located in 
the Western Addition, along Van Ness avenue and near the 
City Hall, are in reasonably firm ground, and would not ap- 
pear to be required by any danger of breakage in the under- 
ground mains. On account of its proximity to the water 
front, ihere would also seem to be some question regarding the 
necessity for the new cistern in Davis street. 

The forty-five (45) cisterns which are now installed, but 
out of order, should, of course, be repaired and placed in 
commission as soon as possible. 

TELEPHONE SYSTEM. 

Under this head arrangements are outlined for a suflScient 
and well safeguarded system for providing means of communi- 
cation between the oflScers of the Fire Department at the scene 
of a fire, and the men on duty at the pumping stations and 
gate houses. The matter of a wholly efficient Fire Signaling 
System is, of course, of vital importance in connection with 
the high pressure system, and any improvements possible in 
the present fire alarm telegraph service in San Francisco should 
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be given the necessary attention at this time. 

In conclusion, it should be borne in mind that the comments 
which I have made covering the various sections of the engi- 
neer's report, are not in the nature of adverse criticisms, but 
rather suggestions which I hope may be in some measure help- 
ful in deciding upon the final form for the completed specifi- 
cations. 

As I stated at the beginning of this report, I now reiterate 
at its conclusion, my opinion that the proposition for an aux- 
iliary water system for fire protection in San Francisco, as 
covered by the engineers' report, is the one best suited to the 
present needs of the city ; one which will prove of lasting bene- 
fit to the community, and, if efficiently operated, show itself 
to be a wise investment in the curtailment of loss by fire and 
in the substantial recognition such curtailment must receive 
from Fire Insurance Companies doing business in San Fran- 
cisco. 

In line with this latter thought, it is important that the 
necessary specifications and standards for all building equip- 
ments to receive recognition by you, such as automatic sprin- 
kler equipments, inside and outside stand pipes, connections, 
hose, nozzles, etc., should be formulated and placed in the 
hands of property owners at the inception of the work. 

Respectfully submitted, 
(Signed) W. C. ROBINSON, 
Chief Engineer, Underwriters' Laboratories, Inc. 
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